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This edition of NFPA 1221, Standard for Installation, Maintenance, and Use of Emergency Service 
Communications Systems, was prepared by the Technical Committee on Public Emergency Ser- 
vice Communication and acted on by the National Fire Protection Association, Inc., at its May 
Meeting held May 17-20, 1999, in Baltimore, MD. It was issued by the Standards Council on 
July 22, 1999, with an effective date of August 13, 1999, and supersedes all previous editions. 

This edition of NFPA 1221 was approved as an American National Standard on August 13, 
1999. 


Origin and Development of NFPA 1221 


This standard dates back to 1898. Originally, it was part of a general standard on signaling 
systems, but the material on municipal fire alarm systems was separated from the general stan- 
dard in 1911. This standard has been revised and reissued in editions dated 1904, 1911, 1926, 
1934, 1940, 1941, 1946, 1948, 1949, 1950, 1952, 1954, 1955, 1956, 1962, 1963, 1964, 1967, 
1973, 1975, 1978, 1980, 1984, 1988, 1991, and 1994. 

The 1999 edition of this standard is a result of very hard work by committee members, and 
especially the previous Chairman Evan E. Stauffer Jr. The goal of the committee was to com- 
pletely rewrite the standard to reflect the following: an emergence of joint communication 
centers, the increase in technology-based information systems that assist both those in the 
communication center and those users in the field of operations, and the role communica- 
tions play in emergency scene operations within the Incident Command System. In order to 
reflect the fact that the standard is applicable to all emergency responders, not just the fire 
service, the title has been changed to Standard for the Installation, Maintenance, and Use of Emer- 
gency Services Communications Systems. 

The development of a professional qualification standard for telecommunicators was 
added, which enhances the professionalism and emphasizes the importance of the position. 
In addition, the staffing of the communications centers was increased, especially during peak 
call times and during times of multiple emergency incidents. The link between the incident 
commander and the telecommunicator can be a vital safety issue for all emergency response 
personnel. Recent tragedies involving the response capabilities of multiple agencies high- 
lighted the need for multi-channel, multi-frequency capabilities. The lack of interoperability 
of these systems was found to be a critical factor in emergency scene operations 

NFPA 297, Guide on Principles and Practices for Communications Systems, has been incorpo- 
rated into this standard. The management and use of portable and mobile radio equipment, 
cellular telephone service, paging capabilities, and Enhanced 911 (E-911) were added as spe- 
cific requirements within this standard. 

The committee is confident that the work they have done will assist managers and users 
alike in providing communication capabilities for all emergency response services. The old 
requirements of a municipal fire alarm system are now incorporated into the revised NFPA 
72, National Fire Alarm Code, which has a new chapter that addresses the specificity of munic- 
ipal fire alarm systems. 
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NFPA 1221 


Standard for the 


Installation, Maintenance, and Use of 
Emergency Services Communications Systems 


1999 Edition 


NOTICE: An asterisk (*) following the number or letter des- 
ignating a paragraph indicates that explanatory material on 
the paragraph can be found in Appendix A. 


Information on referenced publications can be found in 
Chapter 10 and Appendix D. 


Chapter 1 Fundamentals 


1-1 Scope. This standard covers the installation, perfor- 
mance, operation, and maintenance of public emergency ser- 
vice communications systems and facilities. This standard is 
intended neither as a design specification nor as an instruc- 
tion manual. 


1-2 Purpose. The purpose of this standard is to specify oper- 
ations, facilities, and communications systems facilities that 
receive alarms from the public and to provide requirements 
for the re-transmission of such alarms to the appropriate 
emergency response agencies. It is the intent of this standard 
to establish the required levels of performance and quality of 
installations. However, it is not the intent of this standard to 
establish the methods by which these requirements are to be 
achieved. 


1-2.1 Communications systems shall include, but shall not 
be limited to, public reporting, dispatching, telephone, and 
one-way and two-way radio systems that fulfill the following 
functions: 


(1) Communications between the public and emergency 
response agencies 

(2) Communications within the emergency response agency 
under emergency and nonemergency conditions 

(3) Communications among emergency response agencies 


1-2.2 Public fire alarm systems and fire alarm systems on pri- 
vate premises from which signals are received directly or indi- 
rectly by the communication center shall be in accordance 
with NFPA 72, National Fire Alarm Cod&. 


1-2.3 Ifa system or device that has materials, methods of oper- 
ation, or forms that differ from those detailed in this standard 
is examined and tested by the authority having jurisdiction in 
accordance with the intent of the requirements of this stan- 
dard, and if found equivalent, the system or device shall be 
approved. 


1-2.4 Emergency reporting systems that are not covered by 
this standard shall be in accordance with NFPA 72, National 
Fire Alarm Code. 


1-3. General Requirements. 


1-3.1 Management. The public emergency service communi- 
cations system shall be under the control of a qualified individ- 
ual, as designated by the authority having jurisdiction. 
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1-3.2 Operations. Radio, telephone, and other electronic 
equipment, operating procedures, and personnel training 
shall enable messages to be conveyed as quickly and reliably as 
the situation necessitates. 


1-3.3 Design. The systems provided shall respond to normal 
peak loads in the same manner as when message loads are 
minimal. Equipment and personnel capacities shall be 
designed to handle peak loads rather than average loads. 


1-4 Definitions. For the purposes of this standard, the terms 
in this section are defined as given. 


Alarm. A signal or message from a person or device indicat- 
ing the existence of a fire, medical emergency, or other situa- 
tion that requires emergency services action. 


Antenna. A device connected to a receiver, transmitter, or 
transceiver that is intended to radiate the transmitted signal 
and/or to receive a signal. 


Approved.* Acceptable to the authority having jurisdiction. 


Authority Having Jurisdiction.* The organization, office, or 
individual responsible for approving equipment, materials, an 
installation, or a procedure. 


Band. A range of frequencies between two definite limits. 


Base Station. A stationary radio transceiver with an integral 
alternating current (AC) power supply. 


Baud. A unit of signaling speed equal to the number of dis- 
crete conditions or signal events per second. 


Box Circuit. A circuit that is connected to boxes that trans- 
mit an alarm to the communication center. 


Cable. One or more insulated or non-insulated wires used 
to conduct electrical current or impulses. Grouped insulated 
wires are called a multi-conductor cable. 


CAD (Computer-Aided Dispatching). A dispatching 
method or process in which a computer and its associated ter- 
minal(s) are used to provide relative dispatch data (e.g., 
response assignments, address locations, equipment status, 
utility locations, special hazards) to the concerned telecom- 
municator. 


Call Detail Recording (CDR). A system that provides a 
record of each call, including automatic number identifica- 
tion (ANI), trunk number, and answering attendant number, 
and the time of seizure, answer, and disconnect/transfer. 


Certification. A formal program of related instruction and 
testing as provided by a recognized organization or the 
authority having jurisdiction. 


Channel, Data Communication. A single path for transmit- 
ting electric signals, distinct from other parallel paths. 


Channel, Radio. See Radio Channel. 
Channel, Talkgroup. See Talkgroup. 


Channel, Voice Communication. A single path for transmit- 
ting electric signals, distinct from other parallel paths. 


Channel Access Time. The time from radio PTT (push-to- 
talk) to the receiving unit’s speaker emitting audio. 


Circuit. The conductor, or radio channel, and associated 
equipment that are used to perform a definite function in con- 
nection with an alarm system. Specific types of circuits are dis- 
patch, local, and tie. 
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Circuit, Dispatch. A circuit over which alarms are retrans- 
mitted automatically or manually from the communication 
center to emergency response facilities (ERFs) (formerly 
called alarm circuits). 


Circuit, Local. A circuit on which the receipt of alarms over 
box circuits or retransmission of alarms over dispatch circuits 
does not depend. 


Circuit, Tie. A circuit that connects a communication cen- 
ter with an alternate communication center or with a public 
safety answering point. 


Coaxial Cable. A transmission line in which one conductor 
completely surrounds the other, the two being coaxial and 
separated by a continuous solid dielectric or by dielectric spac- 
ers. (Also called a coaxial line or concentric line.) 


Common Battery. The battery used to power recorders, 
transmitters, relays, other communication center equipment, 
and subsidiary communication center equipment. 


Communication Center. A building or portion of a build- 
ing that is specifically configured for the primary purpose of 
providing emergency communication services or public safety 
answering point (PSAP) services to one or more public safety 
agencies under the authority (ies) having jurisdiction. 


Communications Officer/Unit Leader. The communica- 
tions unit leader is responsible for the development of plans 
to make the most effective use of incident assigned communi- 
cations equipment and facilities, the installation and testing of 
all communications equipment supervision and operation of 
the incident communication center, distribution and recovery 
of equipment assigned to incident personnel, and the mainte- 
nance and on-site repair of communications equipment. This 
position is a function under the Logistics Section of the Inci- 
dent Command System (ICS). 


Communications System. A combination of links or net- 
works that serve a general function (e.g., a system made up of 
command, tactical, logistical, and administrative networks). 


Comprehensive Emergency Management Plan (CEMP). A 
disaster plan, which conforms to guidelines established by the 
authority having jurisdiction, designed to deal with natural, 
technological, and manmade disasters. In some jurisdictions a 
CEMP is also known as a disaster management plan. 


Computer. A device containing the central processing 
unit(s), main storage, arithmetic unit, and special register 
groups. 


Control Console. A system containing controls to operate 
communications equipment. 


Converter. Any mechanical or electrical device that 
changes alternating current (AC) to direct current (DC) or 
changes direct current voltage to a higher or lower voltage, 
the latter commonly referred to as a direct current to direct 
current converter. 


CRT. A general term that is used to abbreviate cathode ray 
tube but, as used in this standard, includes other display 
devices that provide comparable functional capabilities. 


Digital Radio System. A radio system that uses a binary rep- 
resentation of audio from one radio to another. 


Direct Exterior Window. A window that faces out of a com- 
munication center to an area that is not part of the secure area 
assigned solely to the communication center or is accessible to 
the public. 


Dispatcher. See Telecommunicator. 


Dispatching. A process by which an alarm is received at the 
communication center, is retransmitted to the ERFs or emer- 
gency response units in the field, and is acknowledged when 
received. 


Emergency. Any condition endangering or thought to be 
endangering life or property; an event requiring the urgent 
response of a public safety agency. 


Emergency Response Agency (ERA). An organization that 
provides law enforcement, rescue, fire suppression, emer- 
gency medical, disaster assistance, and related activities; 
includes any public, governmental, private, industrial, or mili- 
tary organization engaging in such activity. 


Emergency Response Facility (ERF). A structure or a por- 
tion of a structure that houses emergency response agency 
equipment or personnel for response to alarms, such as a fire 
station, police station, ambulance station, rescue station, 
ranger station, and similar facilities. 


Emergency Response Personnel (ERP). Personnel who 
respond to fire, emergency medical, and other emergency sit- 
uations for the preservation of life and property. 


Engine-Driven Generator. A generator driven by an inter- 
nal combustion engine. 


Enhanced 911. Emergency telephone service that provides 
selective routing, automatic number identification (ANI), and 
automatic location identification (ALI). 


Frequency (Radio).* The number of cycles per hertz; usu- 
ally refers to the assigned channel; specifically, the time taken 
by a signal to complete one cycle. 


Generator. A device that develops either direct or alternat- 
ing electrical voltage at any frequency. 


High Band VHF. Radio frequencies from 132 MHz to 174 
MHz. 


Incident Management System. A nationally recognized sys- 
tem of roles, responsibilities, and standard operating proce- 
dures used to manage emergency operations. Such systems are 
often referred to as Incident Command Systems (ICS). 


Instant Recall Recorder. A device that records voice con- 
versations that is intended to provide a telecommunicator with 
a means to review such conversations in real time. 


Inverter. Any mechanical or electrical device that changes 
direct current to alternating current. 


Jurisdiction. Any government unit, such as a federal 
agency, state, county, city, town, or fire protection district. 


Keying. Activating the transmitter. When the push-to-talk 
button is pressed, the transmitter is keyed. 


Labeled. Equipment or materials to which has been 
attached a label, symbol, or other identifying mark of an orga- 
nization that is acceptable to the authority having jurisdiction 
and concerned with product evaluation, that maintains peri- 
odic inspection of production of labeled equipment or mate- 
rials, and by whose labeling the manufacturer indicates 
compliance with appropriate standards or performance in a 
specified manner. 


Listed.* Equipment, materials, or services included in a list 
published by an organization that is acceptable to the author- 
ity having jurisdiction and concerned with evaluation of prod- 
ucts or services, that maintains periodic inspection of 
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production of listed equipment or materials or periodic eval- 
uation of services, and whose listing states that either the 
equipment, material, or service meets appropriate designated 
standards or has been tested and found suitable for a specified 
purpose. 


Logging Voice Recorder. A device that records voice con- 
versations and automatically logs the time and date of such 
conversations; normally, a multichannel device that keeps a 
semipermanent record of operations. 


Low Band VHF. Radio frequencies from 30 MHz to 50 
MHz. 


Microwave. A term applied to radio waves in the frequency 
range of 1000 MHz and above. 


Mobile Unit. A two-way radio-equipped vehicle or person. 
Also the two-way radio itself, when associated with a vehicle or 
person. 


Modem (Modulator Demodulator Unit). A device that con- 
verts data that is compatible with data-processing equipment 
to a form that is compatible with transmission facilities, and 
vice versa. 


Monitor. To listen to radio messages without transmitting. 


Monitoring for Integrity. The automatic monitoring of cir- 
cuits and other system components to reveal defects or faults 
that interfere with receiving or transmitting an alarm. 


Motor-Generator. A machine that consists of a generator 
driven by an electric motor. 


Operations Room. The room in the communication center 
where alarms are received and retransmitted. 


Pager. A compact radio receiver used for providing one- 
way communications. 


Portable Radio. A battery-operated, hand-held transceiver. 


Power Source. The power obtained from the utility distri- 
bution system, an engine-driven generator, or a battery. 


Power Supply. A device that receives its input power from a 
power source and converts the input power to the alternating 
current or direct current voltage(s) required to operate sys- 
tems. 


Power Supply, Uninterruptible (UPS). A system that is 
designed to provide power, without delay or transients, during 
any period when the power source is incapable of performing. 


Propagation (Electromagnetic). The travel of electromag- 
netic waves through a medium. 


Public Reporting System. A system of alarm initiating 
devices, receiving equipment, and connecting circuits (other 
than a public telephone network) used to transmit alarms 
from street locations to the communication center in accor- 
dance with NFPA 72, National Fire Alarm Code. 


Public Reporting System, Type A. A system in which an 
alarm from a fire alarm box is received and is retransmitted to 
ERFs either manually or automatically. 


Public Reporting System, Type B. A system in which an 
alarm from a fire alarm box is automatically transmitted to 
ERFs and, if used, to outside alerting devices. 


Public Safety Agency/Public Safety Organization. See 
Emergency Response Agency (ERA). 
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Public Safety Answering Point (PSAP). Any facility where 
911 calls are answered, either directly or through re-routing. 


Radio Channel.* A band of frequencies of a width suffi- 
cient to permit its use for radio communication. 


Radio Circuit. A means for carrying out one radio commu- 
nication at a time, either in both directions or between two 
points. 


Rectifier. A device without moving parts that changes alter- 
nating current to direct current. 


Repeater. A device for receiving and re-transmitting one- 
way or two-way communication signals. 


Security Vestibule. A compartment that is provided with 
two or more doors to prevent continuous and unobstructed 
passage by allowing the release of only one door at a time. 


Shall. Indicates a mandatory requirement. 


Should. Indicates a recommendation or that which is 
advised but not required. 


Simplex Radio Channel. A singular frequency that only 
allows transmission or reception at any given time. 


Solar Cell. A device that converts light or other radiant 
energy into electrical energy. 


Standard Operating Procedures (SOP). Written organiza- 
tional directives that establish or prescribe specific opera- 
tional or administrative methods to be followed routinely for 
the performance of designated operations or actions; in some 
jurisdictions, also known as standard operating guidelines. 


Stored Emergency Power Supply System (SEPSS). A system 
consisting of an uninterruptible power system (UPS), a central 
battery system, or a motor generator, powered by a stored elec- 
trical energy source, together with a transfer switch designed 
to monitor the preferred and alternate power source(s) and 
provide desired switching of the load, and all necessary con- 
trol equipment to make the system functional. 


Subsidiary Communication Center or Subsidiary. The 
structure used to house a part of the control equipment of an 
emergency reporting or communication system. A normally 
unattended facility that is remote from the communication 
center and used to house equipment necessary for the func- 
tioning of an emergency communication system. 


Supervisor. A person or persons certified to manage all 
operational aspects of a communication center. 


Talkgroup. A group of mobile radio units that are 
addressed as a single entity by the system; functionally equiva- 
lent to a conventional repeater channel. 


Telecommunicator. An individual whose primary responsi- 
bility is to receive, process, or disseminate information of a 
public safety nature via telecommunication devices and who is 
certified to receive or retransmit alarms. 


Terminal. As used in this standard in relation to CAD sys- 
tems/networks, an electronic device that combines a key- 
board and CRT, which allows an interchange of information 
between a telecommunicator and one or more computers in 
the system/network. 


Transceiver. Combined transmitter and receiver unit. 


Transfer (911 call). The rerouting of a 911 call from one 
PSAP to another. 
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Trouble Signal. A signal that indicates an abnormal condi- 
tion or a fault in a monitored circuit or component. 


Trunked Radio. A radio system that uses computer control 
to automatically assign channels out of an available pool to 
users and groups of users. 


Trunk Line. A telephone line or channel between tele- 
phone central offices or switching devices, including lines 
between communication centers. 


UHF (Ultra High Frequency). Radio frequencies from 300 
MHz to 3000 MHz. 


UPS (Uninterruptible Power System). See Power Supply, 
Uninterruptible. 


UTC (Coordinated Universal Time). A coordinated time 
scale, maintained by the Bureau Internationale des Poids et 
Mesures (BIPM), that forms the basis of a coordinated dissem- 
ination of standard frequencies and time signals. 


VHF (Very High Frequency). Radio frequencies from 30 
MHz to 300 MHz. 


Wired Circuit. Metallic circuit, provided to or by a jurisdic- 
tion, that is dedicated to a specific alarm system under the con- 
trol of the jurisdiction and/or operated by the jurisdiction or 
jointly with another jurisdiction. 


Chapter 2. Communication Centers 


2-1 General. 


2-1.1* Communication centers shall provide the following 
services: 


(1) Communications between the public and the communi- 
cation center 

(2) Communications between the communication centers, 
the emergency response agency (ERA), and the emer- 
gency response facility (ERF) 

(3) Communications within the ERA and between different 
ERA 


2-1.2* Communications equipment shall be kept in working 
order at all times. In the event of the loss of function of com- 
munications equipment, an alternate means of communica- 
tion shall be readily available. 


2-1.3* The alternate means of communication identified at 
the communication center shall be compatible with the alter- 
nate means of communication provided by the ERF. 


2-2 Location. 


2-2.1 If the building that houses a communication center is 
located within 150 ft (46 m) of another structure, special 
attention shall be given to guarding against damage from 
exposure by such a building by protecting openings and by 
constructing the roof to resist damage that can be caused by 
falling walls. 


2-2.2 A communication center shall not be located below 
grade. The lowest floor elevation shall be above the 100-year 
flood plain. 


Exception: Communication centers shall be permitted to be located be- 
low grade where specifically designed for such a location. 


2-2.3* Each jurisdiction shall maintain an alternate communi- 
cations facility that is capable, when staffed, of performing the 


emergency functions provided at the communication center. 
The facility shall be separated geographically from the pri- 
mary communication center at a distance that ensures the via- 
bility of the alternate facility concept. 


2-2.4* Each jurisdiction shall develop a formal plan to main- 
tain and operate the alternative communications facility. The 
plan shall include the ability to reroute incoming alarm traffic 
and to process, dispatch, and control emergency alarms. The 
plan shall be included in the comprehensive emergency man- 
agement plan (CEMP). 


2-3 Construction. 


2-3.1 Buildings that house communication centers shall be of 
Type I, Type IJ, or Type III construction as defined by NFPA 
220, Standard on Types of Building Construction. The building 
shall have a Class A roof as defined by NFPA 256, Standard 
Methods of Five Tests of Roof Coverings. 


2-3.2 Where the building is also occupied for purposes other 
than emergency communication, the communication center 
shall be separated from the other portions of the building by 
vertical separations that have a fire resistance rating of at least 
2 hours in accordance with NFPA 221, Standard for Fire Walls 
and Fire Barrier Walls, and by horizontal fire barriers that have 
a fire resistance rating of at least 2 hours as defined by NFPA 
251, Standard Methods of Tests of Fire Endurance of Building Con- 
struction and Materials. Openings in fire barriers with a fire 
resistance rating shall be protected by listed, self-closing fire 
doors or other assemblies that have a fire resistance rating of 
not less than 1!/) hours to 2 hours. 

Openings in fire barriers with a fire resistance rating of 
greater than 2 hours shall be protected by listed, self-closing 
fire doors or other assemblies that have a fire resistance rating 
of not less than 3 hours. 


2-3.3 Communication center interior finish material, as 
defined by NFPA 101°, Life Safety Cod&, shall have a flame 
spread rating of 25 or less and a smoke development rating of 
50 or less when tested in accordance with NFPA 255, Standard 
Method of Test of Surface Burning Characteristics of Building Mate- 
rials. 


2-3.4 The communication center shall be equipped with both 
a toilet and lunch area that is directly accessible to the opera- 
tions room within the secured area as required by 2-6.1. 


2-3.5 The communication centers shall be protected against 
seismic damage in accordance with applicable building codes 
that are required by the authority having jurisdiction. 


2-4 Utilities. 

2-4.1 Heating, ventilating, and air conditioning (HVAC) sys- 
tems shall be independent systems that serve only the commu- 
nication center. Intakes for fresh air shall be arranged to 
minimize smoke intake from a fire inside or outside the build- 
ing. 

2-4.1.1 The air supply shall be in accordance with NFPA 90A, 
Standard for the Installation of Air-Conditioning and Ventilating Sys- 


tems, and NFPA 90B, Standard for the Installation of Warm Air 
Heating and At-Conditioning Systems. 


2-4.1.2* Alternate HVAC shall be provided for the communi- 
cation center for use during routine maintenance of the pri- 
mary system or in the event of a primary system failure. Backup 
HVAC systems shall provide sufficient conditioning of air to 
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allow efficient functioning of telecommunicators and equip- 
ment in the communication center. 


2-4.2 No main utility services shall pass through those por- 
tions of the communication center where equipment essential 
to receiving and retransmitting dispatching is installed. 


2-5 Fire Protection. 


2-5.1 The communication center shall be provided with fire 
extinguishers that meet the requirements of NFPA 10, Stan- 
dard for Portable Fire Extinguishers. 


2-5.2 The communication center, and spaces adjoining the 
communication center, shall be provided with an automatic 
fire detection, alarm, and notification system in accordance 
with NFPA 72, National Fire Alarm Code. Operation of notifica- 
tion appliances shall not interfere with communications oper- 
ations. The alarm system shall be monitored in the operations 
room. 


2-5.3 The building that houses the communication center 
and the communication center itself shall be protected 
throughout with an approved, automatic fire sprinkler system 
that complies with NFPA 13, Standard for the Installation of Sprin- 
kler Systems. The sprinkler system shall be supervised in accor- 
dance with NFPA 72, National Fire Alarm Code, and monitored 
in the operations room. 


2-5.4 Where applicable, electronic computer/data processing 
equipment shall be protected in accordance with NFPA 75, 
Standard for the Protection of Electronic Computer/Data Processing 
Equipment. 


2-5.5* In the event of a fire in the communication center, or 
in the building that houses the communication center, the 
communication center shall be capable of continuous opera- 
tion long enough to enable the transfer of operations to an 
alternate communication center that is capable of continuous 
operation. 


2-6 Security. 


2-6.1 The communication center and other buildings that 
house essential operating equipment shall be protected 
against damage due to vandalism, terrorism, and civil distur- 
bances. 


2-6.2 Entry shall be restricted to authorized persons. Entry- 
ways that lead directly from the exterior shall be protected by 
a security vestibule. 


2-6.3 Door openings shall be protected by a l-hour, listed, 
self-closing fire door assembly. 


2-6.4* Where a communication center has windows, the fol- 
lowing requirements shall apply. 


(1) Windows shall be a minimum of 4 ft above floor level. 

(2) Windows shall be rated for bullet resistance to medium- 
power small arms, high-power small arms, super-power 
small arms, and high-power rifles as specified in ANSI 
752, Standard for Safety Bullet-Resisting Equipment. 


Exception: Windows that are not bullet resistant shall be permit- 
ted, provided that they are located facing an area that cannot be 
accessed or viewed by the general public. 


(3) Windows shall be arranged so that they cannot be 
opened. 
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2-7 Power. 


2-7.1 Under all conditions, two sources of power shall be pro- 
vided for the operation of the communications network and 
its related support systems and equipment. 

The permitted sources shall be as follows: 


(1) One circuit from a utility distribution system and a sec- 
ond from an engine-driven generator 

(2) Two engine-driven generators with one unit that supplies 
normal power and another unit serving as standby 


2-7.1.1 Automatic transfer upon power failure shall be pro- 
vided. 


2-7.1.2 In addition, a stored emergency power supply system 
(SEPSS), Type O or Type U, Level | in accordance with NFPA 
111, Standard on Stored Electrical Energy Emergency and Standby 
Power Systems, shall be provided and shall be of a class that is 
able to maintain essential operations long enough to imple- 
ment the formal plan required by 2-2.4. 


2-7.2, Power and lighting circuits, together with their associ- 
ated motors, generators, rectifiers, transformers, fuses, and 
controlling devices, shall be installed in accordance with 
NFPA 70, National Electrical Cod&. 


2-7.3. The conductors of the power supply circuit shall be con- 
nected to the line side of the main service of a commercial 
light supply circuit or power supply circuit or to the main con- 
ductors of an isolated power plant that is located on the pre- 
mises. The circuit disconnecting means shall be installed so 
that it is accessible only to authorized personnel. 


Exception: Power shall be permitted to be obtained from the load side 
of the main disconnect switch only where buildings are used exclusively 
for the housing of alarm and other emergency facilities. 


2-7.4 Circuit protection shall be enclosed in a locked or 
sealed cabinet that is located immediately adjacent to the 
point of connection to the light and power conductors and 
shall be provided in series with each ungrounded conductor. 


2-7.5 Power supply circuit conductors shall be installed in 
independent conduit that is not used for any other circuit con- 
ductors. The conduit shall run from the disconnect switches to 
the current-consuming devices. The conductors of this section 
shall not be routed over any heat-producing equipment, 
including a distribution transformer or an engine-driven gen- 
erator set. 


2-7.6 Engine-Driven Generator. 


2-7.6.1 The engine-driven generator shall conform to the pro- 
visions of NFPA 37, Standard for the Installation and Use of Sta- 
tionary Combustion Engines and Gas Turbines, and NFPA 110, 
Standard for Emergency and Standby Power Systems. 


Exception: This requirement shall not apply where otherwise modified 
by this section. 


2-7.6.2 The engine-driven generator shall be located in an 
adequately ventilated and secured area that is remote from the 
communication center and its equipment. The area that 
houses the unit shall be used only for the storage of spare parts 
or equipment that is related to the generator system. 


2-7.6.3 Liquid fuel shall be stored in accordance with NFPA 
37, Standard for the Installation and Use of Stationary Combustion 
Engines and Gas Turbines, and gravity feed shall not be used. 
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2-7.6.4 Liquefied petroleum gas and natural gas installations 
shall meet the requirements of NFPA 54, National Fuel Gas 
Code, and NFPA 58, Liquefied Petroleum Gas Code. 


2-7.6.5* The engine-driven generator shall be of such capac- 
ity, as determined by the authority having jurisdiction, that it 
is able to supply power for the operation of all functions of the 
communication center. Fuel shall be available on site for 24 
hours of operation at full load. 


2-7.6.6 Equipment essential to the operation of the genera- 
tor, such as fuel transfer pumps and other on-site equipment 
that is required to comply with the requirements of this sec- 
tion, shall be supplied with standby power from the generator. 


2-7.6.7 The generator shall not use the public water supply for 
engine cooling. 


2-7.7 Uninterruptible Power Supplies (UPS) and Battery 
Systems. Each uninterruptible power supply (UPS) shall be 
provided with a bypass switch, which shall maintain the power 
connection during switchover, that is capable of isolating all 
UPS components while allowing power to flow from the 
source to the load. 


2-7.7.1 The following UPS conditions shall be annunciated in 
the operations room: 


(1) Source power failure, over or under voltage 
(2) High/low battery voltage 
(3) UPS in bypass mode 


2-7.7.2 Storage batteries shall be located in the same building 
as the operating equipment, preferably on the same floor, and 
shall be readily accessible for maintenance and inspection. 
The battery space shall be ventilated to prevent the accumula- 
tion of explosive gas mixtures. 


2-7.7.2.1 Batteries shall be mounted to provide insulation 
from ground and from other batteries. The battery mounting 
shall be protected against corrosion. 


2-7.7.2.2 Battery leads of both polarities shall be fused at the 
battery and shall not be located in the same conduit, tubing, 
or cable between the battery terminals and fuses. 


2-7.7.3 All UPS and battery systems shall be installed in accor- 
dance with the requirements of NFPA 111, Standard on Stored 
Electrical Energy Emergency and Standby Power Systems. 


2-8 Lighting. 


2-8.1 Lighting shall be provided to enable authorized person- 
nel to operate communication equipment that is used for the 
receipt or transmission of alarms. 


2-8.2 Emergency Lighting. 


2-8.2.1* The communication center shall be equipped with 
emergency lighting that shall be immediately placed in service 
upon a power failure and shall be independent of the power 
source that is normally used for lighting purposes. Illumina- 
tion shall be sufficient to allow all essential operations. 


2-8.2.2, In addition to the requirement of 2-8.2.1, the opera- 
tions room shall be equipped with not less than one self-charg- 
ing, battery-operated emergency lighting unit that lights 
automatically upon power loss. 


2-8.2.3 In addition to the requirements of 2-8.2.1 and 2-8.2.2, 
a self-charging, battery-operated emergency lighting unit shall 
be provided at the location of the communication equipment. 


2-9 Communications Wiring — Circuit Construction and 
Arrangement. 


2-9.1 IEEE C2, National Electrical Safety Code, shall be used for 
the installation of outdoor circuitry. 


2-9.2 All installations shall be protected against damage due 
to mechanical injury, fire, falling walls, floods, corrosive 
vapors, and other risks that are identified in the CEMP. 


2-9.3. Open local circuits within a single building shall be per- 
mitted for the operation of alerting devices and alarm equip- 
ment that are provided in addition to those required by this 
standard. 


2-9.4 All circuits shall be routed to allow circuits to be traced. 


2-9.5 Circuits shall not pass over, pass under, pass through, or 
be attached to buildings or property that is not owned by or 
under the control of the municipality or the agency that is 
responsible for maintaining the system. 


2-9.6 Alarm instruments installed in private buildings shall be 
on separate dedicated circuits. 


2-9.7 Where circuit wires are installed in the same cable with 
other signal wires, the emergency circuits shall be clearly iden- 
tified as such at all points that can be exposed to maintenance 
personnel. 


2-9.8 Wiring for control equipment shall be not smaller than 
No. 24 AWG. Unsupported wires and wires that are subject to 
vibration shall be not smaller than No. 18 AWG. The outer 
covering over the insulation of such wires, and the insulation 
itself, shall be flame retardant and moisture resistant. 


2-10 Circuit Conductors. 


2-10.1 Wires shall be terminated to prevent breakage from 
vibration or stress. 


2-10.2 Circuit conductors on terminal racks shall be identi- 
fied and isolated from conductors of other systems and shall 
be protected from mechanical damage. 


2-10.3. Exterior cable and wire shall conform to International 
Municipal Signal Association (IMSA) specifications or their 
equivalent. 


Exception: Where circuit conductors are provided by a public utility 
on a lease basis, IMSA specifications shall not apply. 


2-11 Cables and Wires. 


2-11.1 Cables that are installed overhead, underground, or by 
direct burial shall be in accordance with NFPA 70, National 
Electrical Code. 


2-11.2 Paper or pressed pulp insulation shall not be permitted 
for an emergency dispatching system. Loss of pressure in 
cables shall be indicated by a visual or audible warning system 
that is situated in a constantly attended location. The individ- 
ual in attendance shall be able to interpret the pressure read- 
ings and shall be given the power to authorize the correction 
of an abnormal condition. 


Exception: Cables that contain conductors using paper or pressed pulp 
insulation shall be permitted where pressurized with dry air or nitrogen. 


2-11.3 Natural rubber-sheathed cable shall not be used where 
it can be exposed to oil, grease, or other substances or condi- 
tions that deteriorate the cable sheath. Braided-sheathed 
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cable shall be used inside buildings only where it is run in con- 
duit or metal raceways. 


2-11.4 Other municipally controlled signal wires shall be per- 
mitted to be installed in the same cable with circuit wires. 
Cables that are controlled by, or that contain wiring for, pri- 
vate signaling organizations shall be permitted only with the 
approval of the authority having jurisdiction. 


2-11.5 Signaling wires shall be protected and installed in 
accordance with NFPA 70, National Electrical Code. 


2-12 Underground Cables. Underground cables in duct or 
direct burial cable shall be brought above ground only at 
points where the potential for mechanical damage or damage 
from fires in adjacent buildings is minimal. 


2-12.1 Cables shall be located in duct systems and manholes 
that contain only low-tension signaling system conductors, sec- 
ondary power cables, or both. Where cables are located in 
duct systems or manholes that contain power circuit conduc- 
tors in excess of 250 volts to ground, circuit cables shall be 
located as far as possible from power cables and shall be sepa- 
rated from them by a noncombustible barrier or by other 
means that are designed to protect the circuit cables from 
damage. 


2-12.2 Underground cables shall be installed in accordance 
with NFPA 70, National Electrical Code. 


2-12.3 All cables that are installed in manholes shall be racked 
and marked for identification. 


2-12.4 All conduits or ducts that enter buildings from under- 
ground duct systems shall be sealed to prevent moisture or 
gases from entering the building. 


2-12.5 Cable joints shall be located only in locations where 
accessibility is provided and where there is a low probability of 
damage to the cable due to falling walls or building opera- 
tions. Cable joints shall be made to provide and maintain lev- 
els of conductivity, insulation, and protection that are at least 
equivalent to those afforded by the cables that are joined. 
Cable ends shall be sealed against moisture. 


2-12.6 Direct-burial cable shall be installed in accordance 
with NFPA 70, National Electrical Code. If splices are made, such 
splices shall be accessible for inspection and tests. 


2-13 Aerial Cables and Wires. Circuit cables and wires shall 
be run under all other wires. Precautions shall be provided 
where cables and wires pass through trees, under bridges, and 
over railroads and at other locations where damage or deteri- 
oration is possible. Wires and cables shall not be attached to a 
crossarm that carries electric light and power wires. 


Exception: Cables and wires shall not be required to run under com- 
munication wires. 


2-13.1 Aerial cable shall be supported by messenger wire that 
is designed for the application. 


2-13.2 Self-supported aerial cable and single-wire cable shall 
be permitted if of a mechanical strength equivalent to No. 10 
AWG hard-drawn copper. 


2-13.3 Span lengths shall not exceed the manufacturer’s rec- 
ommendations. 


2-13.4 Aerial wires and cables connected to buildings shall 
contact only intended supports and shall enter through an 
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approved weatherhead or suitable sleeves that slant upward 
and inward. Drip loops shall be formed on wires and cables 
outside of buildings. 


2-14 Leads Down Poles. 


2-14.1 Leads down poles shall be protected against mechani- 
cal damage. Any metallic covering shall form a continuous 
conducting path to ground. In all cases, installation shall pre- 
vent water from entering the conduit. 


2-14.2_ Leads shall have 600-volt insulation that is approved for 
wet locations, as defined in NFPA 70, National Electrical Code. 


2-15 Wiring Inside Buildings. 


2-15.1 Conductors at the communication center shall extend 
as directly as possible to the operations room in conduits, 
ducts, shafts, raceways, or overhead racks and troughs of a con- 
struction type that protects against fire and mechanical dam- 
age. 


2-15.2 All conductors that are inside buildings shall be in con- 
duit, electric metal tubing, metal molding, or raceways. Instal- 
lation shall be in accordance with NFPA 70, National Electrical 
Code. 


2-15.3 Conductor insulation shall be approved. The insula- 
tion or other outer covering shall be flame retardant and mois- 
ture resistant. 


2-15.4 Conductors shall be installed without joints to the 
extent possible. Splices shall be permitted only in junction or 


terminal boxes. Wire terminals, splices, and joints shall con- 
form with NFPA 70, National Electrical Code. 


2-15.5 Conductors that are bunched together in a vertical run 
that connects two or more floors shall have a flame-retardant 
covering to prevent the spread of fire from floor to floor. This 
requirement shall not apply if the conductors are in metallic 
conduit or are located in a fire-resistive shaft with fire stops at 
each floor. 


2-15.6 Where cables or wiring are exposed to fire hazards, 
they shall be protected. 


2-15.7 Cable terminals and cross-connecting facilities shall be 
located either in or adjacent to the operations room. 


2-15.8 Where signal conductors and electric light and power 
conductors are run in the same shaft, the light and power con- 
ductors shall be in conduit. 


2-15.9 All wired dispatch devices and instruments whose fail- 
ure can adversely affect the operation of the system shall be 
mounted on noncombustible bases, pedestals, switchboards, 
panels, or cabinets. All mounting shall be designed and con- 
structed so that all components are readily accessible. 


2-16 Circuit Protection. 
2-16.1 General. 


2-16.1.1 All surge arresters shall be connected to a ground in 
accordance with NFPA 70, National Electrical Code. 


2-16.1.2 Fuses and surge suppressors shall be located close to, 
or shall be combined with, the cable terminals. 


2-16.1.3 All protective devices shall be accessible for mainte- 
nance and inspection. 
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2-16.1.4 Wired communications circuits shall have fast surge 
suppression installed at the point of entrance to the commu- 
nication center. 


2-16.1.5* All public emergency service communication 
reporting systems conductors that enter the communication 
center shall be protected by the following devices, in the order 
named, beginning with the exterior circuit: 


(1) Fuse rated at 3 A minimum to 7 A maximum and at not 
less than 2000 V 


(2) Surge arrester 


(3) Fuse or circuit breaker, rated at !/y A (omitted at subsid- 
lary communication centers) 


2-16.2 Lightning. 


2-16.2.1 Buildings that house communication centers shall 
have surge protection that complies with NFPA 780, Standard 
for the Installation of Lightning Protection Systems. 


2-16.2.2 Surge arresters that are designed for the applicable 
purpose shall be provided. Surge arresters shall be marked with 
the name of the manufacturer and the model designation. 


2-16.2.3 Each conductor that enters a communication center 
from partially or entirely aerial lines shall be protected by a 
surge arrester. 


2-16.2.4 At the junction points of open aerial conductors and 
cable, each conductor shall be protected by a surge arrester 
that is weatherproof or that is protected from the weather. 
There shall be a connection between the surge arrester 
ground and any metallic sheath and messenger wire. 


2-16.2.5 Aerial open wire and nonmessenger-supported, two- 
conductor cable circuits shall be protected by surge arresters 
at intervals of approximately 2000 ft (610 m). 


2-16.3 Fuses. 


2-16.3.1 All fuses shall be plainly marked with their rated 
ampere capacity. All fuses that are rated over 2 A shall be of 
the enclosed type. 


2-16.3.2. Fuses shall be located only at the power source. 


2-16.3.3 Wired portions of a radio dispatch circuit shall be 
protected in a manner that is consistent with the provisions of 
this section. 


2-16.4 Grounding. 


2-16.4.1 Power supply systems that provide power to critical 
equipment that is necessary for the receipt and retransmission 
of alarms shall be wired using the single-point method of 
grounding. All equipment that is connected to such systems 
shall not connect to ground by means other than through the 
single-point ground provided by the system. Listed isolated 
ground outlets shall be provided for all equipment. 


2-16.4.2 Unused pairs shall be grounded where permitted by 
the authority having jurisdiction. 


2-16.4.3 Electric ground for connection to surge suppressors 
shall be made to a single-point grounding system established 
for the communication center. 


Chapter 3 Emergency Response Facilities 


3-1 General. 


3-1.1 Communication equipment shall be kept in working 
order at all times. A primary and a secondary means of com- 
munication shall be provided at the ERF. 


3-1.2 The primary means of communication at the ERF shall 
be compatible with the primary means of communication that 
is provided at the communication center. 


3-1.3 The secondary means of communication at the ERF 
shall be compatible with the secondary means of communica- 
tion that is provided at the communication center. 


3-1.4 Commercial Telephone Circuits. 


3-1.4.1 In addition to the required dispatch circuits and 
receiving equipment, commercial telephone facilities shall be 
provided and shall meet the requirements of this section. 


3-1.4.2. There shall be a telephone at each emergency response 
facility. 


3-2, Location. (Reserved) 


3-3 Construction. Communications equipment that is used 
for the receipt or transmission of alarms shall be separated 
from other portions of the building by vertical and horizontal 
separations that have a fire resistance of 1 hour in accordance 
with NFPA 221, Standard for Fire Walls and Fire Barrier Walls, and 
by horizontal fire barriers with a fire resistance of 1 hour in 
accordance with NFPA 251, Standard Methods of Tests of Fire 
Endurance of Building Construction and Materials. Openings 
therein shall be protected by listed, self-closing fire doors or 
other assemblies with a fire resistance rating of 45 minutes. 


3-4 Utilities. No main utility services shall pass through those 
portions of an emergency response facility that houses com- 
munications equipment used for the receipt or transmission 
of alarms. 


3-5 Fire Protection. Fire protection shall be provided as 
required by the building code adopted by the authority having 
jurisdiction. 


3-5.1 Sprinkler systems shall comply with NFPA 13, Standard 
for the Installation of Sprinkler Systems. 


3-5.2 Fire alarm systems shall comply with NFPA 72, National 
Fire Alarm Code. 


3-6 Security. Communications equipment that is used for the 
receipt or transmission of alarms shall be installed and main- 
tained so that unauthorized access is prevented. 


3-7 Power. Communications equipment that is used for the 
receipt or transmission of alarms shall be provided with two 
sources of power. 


3-8 Lighting. Lighting shall be provided to enable authorized 
personnel to operate communications equipment that is used 
for the receipt or transmission of alarms. In addition, a self- 
charging, battery-operated emergency lighting unit shall be 
provided at the location of the communications equipment. 


3-9 Communications Wiring. Conductors in an ERF shall 
extend as directly as possible to alarm equipment in conduits, 
ducts, shafts, raceways or overhead racks, and troughs of a type 
of construction that provides protection against fire and 
mechanical damage. 
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3-10 Circuit Protection. Circuit protection shall be in accor- 
dance with Section 2-16. 


3-11 Lightning Protection. Lightning protection shall be in 
accordance with Section 2-16. 


3-12 Dispatching Systems. Each ERF shall have two indepen- 
dent systems for receiving notification from the communica- 
tion center that shall meet the requirements of Chapter 6. 


3-13. Commercial Telephones — ERFs. 


3-13.1 In addition to the required dispatch circuits and receiv- 
ing equipment, commercial telephone facilities shall be pro- 
vided and shall meet the requirements of this section. 


3-13.2 A telephone shall be provided at each ERF. 


3-13.3* Where no other means of voice communications with 
ERFs is provided, telephones at ERFs shall be arranged so that 
they cannot be used by the public. 


Exception: This requirement shall not apply under the following 
conditions: 


(a) Where telephones operate through a common switching point 
in the communication center 


(b) Where a community has only one fire station 


Chapter 4 Operations 


4-1 Management. 


4-1.1 All systems shall be under the control of a responsible 
jurisdictional employee. Where maintenance is provided by 
an organization or person other than the municipality or its 
employees, complete written records of the installation, main- 
tenance, test, and extension of the system shall be forwarded 
to the responsible employee. 


4-1.2 Maintenance performed by an organization or person 
other than the jurisdiction or a jurisdiction employee shall be 
by written contract and shall guarantee performance as 
approved by the authority having jurisdiction. 


4-1.3 All equipment shall be accessible to the authority having 
jurisdiction for the purpose of maintenance. 


4-1.4 At least one supervisor shall be on duty in the communi- 
cation center when three or more telecommunicators are on 


duty. 
4-2 Qualifications and Training. 


4-2.1 Telecommunicators shall meet the qualification 
requirements of NFPA 1061, Standard for Professional Qualifica- 
tions for Public Safety Telecommunicator. 


4-2.2 Telecommunicators shall be familiar with general emer- 
gency service operations and shall have access to information 
regarding the following: 


(1) Locations of streets 

(2) Locations of important structures, including schools, 
hospitals, and other buildings with a high life hazard 

(3) Locations of congested or hazardous areas 


4-2.3  Telecommunicators shall have a working knowledge of 
all communication equipment and systems. They shall be 
familiar with rules and regulations that relate to equipment 
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use, including those of the Federal Communications Commis- 
sion that pertain to emergency service radio use. 


4-2.4* The authority having jurisdiction shall require tele- 
communicators to be certified. 


4-2.5 The telecommunicators assigned at the communication 
center shall be capable of operating and testing the communi- 
cation systems. 


Exception: Telecommunicators shall not be required to operate and 
test the system where other qualified persons on duty are assigned these 
tasks. 


4-3 Staffing. 


4-3.1 The authority having jurisdiction shall ensure that the 
number of telecommunicators needed to effect the prompt 
receipt and processing of alarms shall be as follows: 


(1) In jurisdictions receiving 730 or more alarms per year, at 
least one telecommunicator shall be on duty in the com- 
munication center. 

(2) Ninety-five percent of alarms shall be answered within 30 
seconds, and in no case shall the initial call taker’s 
response to an alarm exceed 60 seconds. 

(3) The dispatch of the emergency response agency shall be 
made within 60 seconds of the completed receipt of an 
emergency alarm. 

(4) Communication centers that provide emergency medical 
dispatching (EMD) protocols shall have two telecommu- 
nicators on duty at all times. 


4-3.2 For jurisdictions that receive fewer than 730 alarms per 
year, alarms that are not retransmitted automatically shall be 
received and transmitted to the emergency services by a desig- 
nated person who is on duty for that purpose. In all cases, the 
performance requirements of 4-3.1 shall apply. 


4-4 Operating Procedures. 


4-4.1 Alarms that are received shall be recorded and tabu- 
lated to indicate the origin of the call. 


4-4.2 In cases where the communication center is not the pri- 
mary answering agency, or public safety answering point 
(PSAP), for alarms, the answering agency, shall transfer the 
call directly to the telecommunicator and shall remain on the 
line until it is certain that the transfer is effected. The transfer 
procedure shall be used instead of relaying the information to 
the call taker. 


4-4.3 All alarms, including requests for additional resources, 
shall be transmitted to the proper emergency units over the 
required dispatch circuit or circuits. 


4-4.4 An accurate indication of the status of all emergency 
response units shall be readily available to telecommunicators 
at all times. 


4-4.5 Dispatch of emergency units in response to alarms shall 
be recorded. Records shall identify the following: 


(1) Units 

(2) Companies and supervisors for emergencies and subse- 
quent emergencies 

(3) Supervisory officers for alarms and subsequent alarms 

(4) Time of acknowledgment by each unit 

(5) Time of arrival of each unit at the scene 

(6) Time back in service of each unit 
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4-4.6 Where voice transmission is used as a dispatch method, 
the announcement for the emergency response shall be pre- 
ceded by an audible warning or alerting signal [typically a dis- 
tinctive tone(s)] that differentiates the emergency from 
routine radio traffic. 


4-4.7* The first emergency unit that arrives at the location of 
the alarm shall provide a brief preliminary report on observed 
conditions to the communication center. 


4-4.7.1* A communications officer shall be assigned at major 
incidents. 


4-4.7.2* All emergency response agencies shall use common 
terminology and integrated incident communications. 


4-4.8 The communications equipment involved in each alarm 
shall be restored promptly after each alarm. 


4-4.9 When the monitoring for integrity device indicates that 
trouble has occurred anywhere on the system, the telecommu- 
nicator shall take appropriate steps to repair the fault or, if 
repair is not possible, action shall be taken to isolate the fault 
and notify the official responsible for maintenance. 


4-4.10 Standard operating procedures/guidelines (SOP/ 
SOGs) in accordance with NFPA 1201, Standard for Developing 
Fire Protection Services for the Public, and NFPA 1500, Standard on 
Fire Department Occupational Safety and Health Program, shall be 
provided for review by the telecommunicator and _ shall 
include the following: 


(1) All standardized procedures that the telecommunicator 
is expected to perform without direct supervision 


(2) Implementation plan that meets the requirements of 2-2.4 
(3) Procedures related to the CEMP 

(4) Emergency response personnel emergencies 

(5) Activation of an emergency distress function 


(6) Assignment of incident radio communications plan 
matrix 


(7) Time limit for acknowledgment by units that have been 
dispatched 


4-4.11 In the event that unit(s) have not acknowledged dis- 
patch within the time limit and procedures established, the 
telecommunicator shall perform one or more of the follow- 


ing: 
(1) Redispatch unit(s) in accordance with 4-4.10 
(2) Activate the secondary dispatch system 


(3) Initiate two-way communication with the service’s 
supervisor 


4-5 Time. 


4-5.1* The clock for the main record-keeping device in the 
communication center shall be synchronized weekly to coor- 
dinated universal time (UTC). 


4-5.2 All time-keeping devices in the communication center 
shall be maintained within +5 seconds of the main record- 
keeping device clock. 


4-6 Recording. 


4-6.1 Communication centers shall have a logging voice 
recorder, with one channel for each of the following: 


(1) Each transmitted or received radio channel or talk group 
(2) Each dispatch alarm circuit 
(3) *Each telecommunicator telephone 


4-6.2 An instant recall recorder shall be provided for each 
telecommunicator position in the communication center. 


4-6.3 Alarms that are transmitted over the required dispatch 
circuit(s), including the dates and times of transmission, shall 
be automatically recorded. 


Exception: Where telegraphic retransmission is used, manual entry of 
dates and times by the telecommunicator shall be permitted. 


Chapter 5 Telephones 


5-1 Telephone Receiving Equipment. 


5-1.1 The provisions of this section shall apply to facilities and 
equipment that are needed to receive alarms that are transmit- 
ted by public use of commercial telephone systems. 


5-1.2 The provisions of this section shall apply regardless of 
the provision of other reporting systems. 


5-2 Directory Listing. 


5-2.1 Where 911 service is not provided, a specific telephone 
number shall be assigned for emergency services and shall be 
publicized as such, with a separate number assigned for busi- 
ness (nonemergency) use. 


5-2.2 Where 911 service is provided, the telephone directory 
listings shall indicate that 911 is the number to call for all 
emergencies. A seven-digit number shall be maintained for 
communication with other emergency service agencies and 
receipt of central station alarms. Such a number shall not be 
released to the public. In addition, a separate number shall be 
assigned for business use. 


5-2.3 Telephone directory listings shall be as specified in 5-2.3.1. 


5-2.3.1 The text and symbols shown in Figures 5-2.3.1(a), 
5-2.3.1(b), and 5-2.3.1(c) shall appear on the inside front 
cover or the page facing the front cover of the white pages 
of the telephone directory. 


Figure 5-2.3.1(a) Telephone directory listing for the fire 
department. 


(a) FIRE 


(FIRE NUMBER) 


or, where available, 


FIRE 


911 
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Figure 5-2.3.1(b) Telephone directory listing for the police 
department. 


(b) POLICE 


(POLICE NUMBER) 


or, where available, 
POLICE 


Figure 5-2.3.1(c) Telephone directory listing for emergency medical 
services. 


(c) EMERGENCY MEDICAL SERVICES 


(EMERGENCY MEDICAL 
SERVICES NUMBER) 


or, where available, 


EMERGENCY MEDICAL SERVICES 


911 


5-2.3.2 The following listing and numbers shall appear in the 
white pages of the telephone directory: 


(1) Within directory — FIRE DEPARTMENT 
a. To report an emergency (FIRE NUMBER) or, where 
available, 911 
b. Nonemergency purposes (BUSINESS NUMBER) 
(2) Within directory — POLICE DEPARTMENT 
a. To report an emergency (POLICE NUMBER) or, where 
available, 911 
b. Nonemergency purposes (BUSINESS NUMBER) 
(3) Within directory — EMERGENCY MEDICAL SERVICES 
a. To report an emergency (EMERGENCY MEDICAL 
NUMBER) or, where available, 911 
b. Nonemergency purposes (BUSINESS NUMBER) 


5-2.3.3 The emergency services listing shall appear in the 
directory under the name of the jurisdiction, including in the 
government listings where provided, and under the headings 
Police, Fire, and Ambulance. 


5-2.3.4 If the directory covers an area that is protected by 
more than one emergency service, each agency or district shall 
appear in the listing as specified in 5-2.3.1. 
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5-2.3.5 If the emergency service protects an area that is cov- 
ered by more than one directory, each directory shall list the 
agency or district as specified in 5-2.3.1. 


5-2.3.6 Where ERFs that are not continuously staffed by 
trained personnel are listed in the telephone directory, callers 
shall be provided with a recorded message that refers them to 
the appropriate emergency number. 


5-3 Equipment and Operations. At the communication cen- 
ters, at least two telephone lines shall be assigned exclusively 
for receipt of emergency calls. Additional emergency lines 
shall be provided as required for the volume of calls handled. 


5-3.1 Additional telephone lines shall be provided for the nor- 
mal business (nonemergency) number(s) as needed. 


5-3.2 In addition to the telephone lines required by 5-3 and 
5-3.1, at least one outgoing-only line shall be provided. 


5-3.3, Where 911 service is not in use, provisions shall be made 
for the designated emergency lines first. When all emergency 
lines are in use, emergency calls shall hunt to other predeter- 
mined lines that are approved by the authority having jurisdic- 
tion. Calls to the business number shall not hunt to the 
designated emergency lines. 


5-3.4 When a PSAP receives an emergency call for a location 
that is not in its jurisdiction, or a call for an agency not under 
the control of the PSAP, the PSAP shall transfer the call 
directly to the responsible communication center, when possi- 
ble, and shall remain on the line until it is certain that the 
transfer is effected. This transfer procedure shall be used 
instead of relaying the information to the communication 
center. 


5-3.5 All incoming calls on designated emergency lines shall 
be recorded in accordance with this standard. 


5-3.6* If an incoming call on any designated emergency line 
is not answered within 60 seconds, an alarm indication shall be 
automatically transmitted to a location approved by the 
authority having jurisdiction. 


5-3.7* Where the authority having jurisdiction permits the 
communication center to receive automated voice alarms, a 
separate, unlisted telephone line(s) shall be provided to receive 
such alarms. Automated voice alarms shall not be permitted to 
connect to the telephone lines required by 5-2.1, 5-3, and 5-3.2. 


5-3.8 Where the communication center receives automated 
data alarms through dial-up telephone service, a separate, 
unlisted telephone line(s) shall be provided to receive such 
alarms. Automated data alarms shall not be permitted to con- 
nect to the telephone lines required by 5-2.1, 5-3, and 5-3.2. 


5-4* Universal Emergency Number 911 Service. 


5-4.1 General. Universal emergency number 911 service shall 
meet the minimum requirements as specified in this section. 


5-4.2 Reliability. The universal emergency number service 
equipment shall be designed so that an equipment failure can- 
not prevent calls from being answered. Under failure condi- 
tions, the full-feature complement shall not be required to be 
maintained; however, the calling party shall be able to com- 
municate with the telecommunicator. 
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5-4.3 Circuits. 


5-4.3.1 At least two 911 circuits shall be provided to each com- 
munication center from each serving telephone central office. 
These circuits shall have diverse routes, so arranged that no 
single incident will interrupt both routes. 


5-4.3.2* Where multiple communication centers that serve a 
jurisdiction are not located in a common facility, at least two 
circuits shall be provided between communication centers. 
These circuits shall have diverse routes, so arranged that no 
single incident will interrupt both routes. 


5-4.4 911 Alternative Routing. 


5-4.4.1* Routing to an Alternative PSAP. Communication 
centers shall maintain a plan for rerouting incoming 911 
calls when the center is unable to accept such calls. The plan 
shall be included in the comprehensive emergency manage- 
ment plan. 


5-4.4.2* Routing to Alternative Numbers. Where the author- 
ity having jurisdiction requires that overflow 911 calls shall go 
to 7-digit or 10-digit numbers within the PSAP, the 7-digit or 
10-digit numbers shall meet the requirements of this standard 
for monitoring for integrity and recording. 


5-4.4.3 Night Service. Where a PSAP operates on a part-time 
basis, an automatic alternative routing plan shall be put in 
place that ensures the rapid transfer of calls to the designated 
backup PSAP, even if the transfer switch, where provided, is 
not turned on. 


5-4.4.4 911 Queuing. 


5-4.4.4.1* Any call that has not been answered after 20 sec- 
onds shall be routed to a recording that informs the caller that 
he or she has reached 911 and simultaneously places the call 
in a queue. The system shall periodically remind 911 callers 
who are in the queue that they are connected during their 
wait. 


5-4.4.4.2 There shall be an audible and visible indication 
within the communication center that unanswered calls are 
waiting in the queue. 


Chapter 6 Dispatching Systems 


6-1 Fundamental Requirements of Alarm Dispatching 
Systems. 


6-1.1* General. 


6-1.1.1 An alarm dispatching system shall be designed, 
installed, operated, and maintained to provide maximum reli- 
ability for the receipt and retransmission of alarms. 


6-1.1.2 The use of an alarm dispatching system for the trans- 
mission of other signals or calls of a public emergency nature 
shall be permitted where such transmission does not interfere 
with the transmission and receipt of alarms. 


6-1.1.3* Two separate dispatch circuits (primary and second- 
ary) shall be provided for transmitting alarms. A circuit that 
terminates at a telephone instrument only shall not be consid- 
ered to be either of the required dispatch circuits. 


Exception No. 1: Two dispatch circuits shall not be required as permit- 
ted by 6-1.1.4 and 6-1.1.5. 


Exception No. 2: In jurisdictions that receive fewer than 730 alarms 
per year, the second dispatch circuit shall not be required. 


6-1.1.4 The primary dispatch circuit shall consist of one of, or 
a combination of, the following: 


(a) Wired circuit monitored for integrity. 

(b) Voice radio channel with duplicate base transmitters 
and receivers, microphones, encoders, control circuitry, and 
antennas capable of visual and audible alerting of failure of 
signal transmission in accordance with 6-1.2.6. 

(c) Microwave carrier channel monitored for integrity. 

(d) Polling or self-interrogating radio system. If the pri- 
mary transmitter fails upon operation, switchover to the sec- 
ond transmitter shall be automatic, with audible and visual 
indications to the telecommunicator. However, if the transmit- 
ter controls are in a constantly attended location, switchover 
shall be permitted to be manual, where manual switchover is 
possible within 30 seconds. 


(e) Approved, dedicated telephone circuit that is moni- 
tored for integrity. A telephone connection through a public- 
switched telephone network via regular dial-up mode and 
nondedicated phone lines shall not be considered to be an 
approved telephone dispatch circuit for either the primary or 
secondary dispatch circuit that notifies emergency response 
personnel. 


(f) When trunked radio systems are used as dispatch cir- 
cuits, they shall be in compliance with either 6-1.1.4(b) or 
6-1.1.4(d). 


6-1.1.5* The secondary dispatch circuit shall not be required 
to be monitored for integrity and shall be one of the following: 


(a) Wired circuit or a radio channel. If radio is used as a 
secondary dispatch circuit, it shall not be required to have 
backup. 

(b) Radio for both the primary and secondary circuits. If 
radio is used for both the primary and secondary dispatch cir- 
cuits, separate radio systems channels shall be provided, with 
separate receivers for each channel at the ERF. 

(c) Approved dedicated telephone circuit. When a dedi- 
cated telephone dispatch circuit is used as a primary dispatch 
circuit, it shall not be used as a secondary dispatch circuit. A 
telephone connection through a public-switched telephone 
network via a regular dial-up mode and nondedicated phone 
line shall not be considered to be an approved telephone dis- 
patch circuit. 


6-1.1.6 Where voice transmission is used as a dispatch 
method, the announcement for the emergency response shall 
be preceded by an audible warning or alerting signal [typically 
a distinctive tone(s)] that differentiates the emergency from 
routine voice traffic. 


6-1.1.7 Alarms shall be retransmitted to emergency response 
facilities from the location at which alarms are received. 


6-1.1.7.1 Alarms from the communication center shall be 
automatically received at emergency response facilities. 


6-1.1.7.2 Dispatch methods shall provide for the operation of 
houselights or other auxiliary functions at the ERF as required 
by the authority having jurisdiction. 


6-1.1.8 Alarms that are transmitted over the required dispatch 
circuit(s), including the dates and times of transmission, shall 
be automatically recorded at the communication center. 
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Exception: Where telegraphic retransmission is used, manual entry of 
dates and times by the telecommunicator shall be permitted by the au- 
thority having jurisdiction. 


6-1.1.9 Audible devices shall be installed throughout the ERF 
to ensure that all emergency response personnel are always 
alerted to alarms. 


6-1.1.10 Equipment shall be provided to allow watch person- 
nel to alert personnel in the ERF. 


6-1.1.11 A means of acknowledging receipt of an alarm from 
the emergency response personnel to the telecommunicator 
shall be provided. 


6-1.2* Monitoring for Integrity. Wired circuits, microwave 
carrier channels, dedicated telephone circuits, and devices 
upon which transmission and receipt of alarms depend shall 
be monitored constantly to provide prompt warning of condi- 
tions that adversely affect reliability. 


6-1.2.1 A polling or self-integrating radio system shall be mon- 
itored for integrity hourly to ensure system reliability. 


6-1.2.2 The power supplied to all required circuits and 
devices of the system shall be monitored for integrity. 


6-1.2.3 Trouble signals shall actuate an audible device, and a 
visual signal shall be located at a constantly attended location. 


6-1.2.4 Trouble signals shall be distinct from alarm signals. 


6-1.2.4.1 The audible signal shall be permitted to be common 
to several monitored circuits and devices. 


6-1.2.4.2 A switch for silencing the audible trouble signal shall 
be permitted if the visual signal continues to operate until the 
silencing switch is restored to the designated normal position. 


6-1.2.4.3 The audible signal shall respond to faults that occur 
on all other circuits prior to the restoration of the silencing 
switch to the “normal” position. 


6-1.2.5 Where dispatch systems use computer diagnostic soft- 
ware, monitoring of the primary dispatch circuit components 
shall be routed to a dedicated terminal(s). The dedicated cir- 
cuit-monitoring terminal (s) shall be labeled and identified as 
DISPATCH CIRCUIT INTEGRITY STATUS, shall be located 
within the communication center, and shall not be used for 
routine dispatch activities. 


6-1.2.5.1 The program software shall be capable of displaying 
and testing each circuit that can be electronically monitored 
from the dispatch console to the station control unit or junc- 
tion relay switching equipment in the ERF. 


6-1.2.5.2 Any fault condition within the dispatch circuit shall 
display on the dedicated terminal screen in a prominent 
(highlighted) fashion that satisfies the visual alarm require- 
ment with an audible alarm that actuates and sounds in accor- 
dance with the type of dispatch circuit that is being 
monitored. 


6-1.2.6 The radio communications system shall be monitored 
for faults and failures. Audible and visual indications of faults 
or failures shall be provided to the radio system manager or 
the telecommunicator if no system manager exists. 


Exception: This requirement shall not apply to ERFs, emergency re- 
sponse vehicles, and portable radios. 


1999 Edition 


6-2 Wired Dispatching Systems. 
6-2.1 Wired Circuits — General. 


6-2.1.1 Where a wired dispatch circuit is part of a public alarm 
reporting system, it shall meet the requirements of NFPA 72, 
National Fire Alarm Code. 


6-2.1.2 A wired circuit shall not be connected to alarm instru- 
ments in more than five emergency response facilities. 


6-2.1.3 Coded signals shall be transmitted at a minimum rate 
of two strokes per second. If outside alerting devices are 
employed, transmission shall be achieved over separate cir- 
cuits at a rate that is suitable for such devices. 


6-2.1.4 Where wired voice dispatch circuits are used, each cir- 
cuit shall be dedicated to each emergency response facility. 


6-2.1.5 For coded and telegraphic systems, a permanent 
record and an audible signal shall be required to indicate the 
receipt of an alarm. The permanent record shall indicate the 
exact location from which the alarm is being received. 


6-2.1.6 A separate tie circuit shall be provided from the com- 
munication center to each subsidiary communication center. 


6-2.1.7 Equipment shall be designed and installed so that it is 
capable of performing its intended function at 85 percent and 
at 110 percent of the rated voltage. 


6-2.1.8 The normal operation of the system shall not require 
the use of a ground return to provide any essential function. 
Circuits that extend outside the communication center shall 
test free of ground. 


Exception: This requirement shall not prohibit the use of the ground 
to provide function under abnormal line conditions where such use 
does not prevent the reception or transmission of a signal under nor- 
mal conditions if the circuit were accidentally grounded. 


6-2.1.9 A public alarm reporting system circuit that enters an 
emergency response facility and that is connected to auto- 
matic recording and sounding equipment shall be permitted 
to be one of the two required dispatch circuits. 


6-2.1.10 In those jurisdictions where fewer than 730 alarms 
per year are received, or where all stations have recording and 
sounding devices that respond to each public reporting cir- 
cuit, the second dispatch circuit shall not be required. Only 
the circuit that is monitored for integrity shall be required. 


6-2.1.11 The following requirements shall apply to Type B 
systems: 


(1) Equipment shall be installed to automatically transmit 
alarms that are received from any public reporting circuit 
to all emergency response facilities and, where employed, 
to outside sounding devices. 

(2) Control equipment shall allow any or all circuits to be 
individually connected to, or disconnected from, the 
repeating mechanism. 

(3) Coded transmitting devices that use metal conductors 
shall be provided with a means to transfer the signal from 
one dispatch circuit to another. 


6-2.2 Telephone Circuits. 


6-2.2.1 A telephone circuit that is used as one of the dispatch 
circuits shall meet the requirement in 6-1.1.4. 
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6-2.2.2 Where the primary or secondary dispatch circuit is a 
telephone dispatch circuit, it shall have voice amplification 
with the following capabilities. 


(1) It shall be equipped with loudspeaker(s). 
(2) The use of the handset shall automatically disconnect the 
loudspeakers from the circuit(s). 


6-3 Radio Dispatching Systems. 
6-3.1 General. 


6-3.1.1* All radio communications shall comply with the rules 
and regulations governing wireless communications in the 
country of operation. 


6-3.1.2 The communication center shall be equipped for 
radio communications with emergency vehicles and portable 
radios. 


6-3.1.3* A simplex radio channel shall be provided for on- 
scene tactical communications. 


6-3.1.4 Communications system design shall be such that a 
portable radio is capable of operating properly within the dis- 
patch area without the use of mobile radio frequency (RF) 
amplifiers. 


6-3.1.5 If the radio includes scanning capability, it shall have 
an automatic priority feature that causes the radio receiver to 
revert automatically to its primary channel when the channel 
is being used. 


6-3.1.6 Visual indication shall be provided to alert that radio 
equipment is turned on. 


6-3.1.7 With the exception of mobile and portable radio, 
radio antenna systems shall include surge arresters. 


6-3.1.8 Radio communication equipment shall be capable of 
transmitting a distinctive alert tone as required in NFPA 1561, 
Standard on Fire Department Incident Management System. 


6-3.2 Signaling and Control Systems. 


6-3.2.1 Signaling and control systems that are used to alert a 
specific ERF(s) shall initiate announcement tones for various 
voice alarms. 


6-3.2.2 Signaling and control systems shall use both polling 
and automatic transmission communications methods. 


6-3.2.3. Signaling and control systems shall support redundant 
designs as required in 6-1.1.4(d). 


6-3.3. Conventional Two-Way Voice Systems. 


6-3.3.1* Analog System Requirements. Systems shall be equip- 
ped with a coded squelch system to minimize interference. 


6-3.3.2 Digital System Requirements. Digital systems shall 
comply with the ANSI Standard Common-Air-Interface (CAI). 


6-3.4 Trunked Two-Way Voice Systems. 
6-3.4.1* Analog Trunked System Requirements. 


6-3.4.1.1* Signaling Channel Concept. The trunked system 
shall operate using a dedicated signaling control channel pro- 
tocol concept. System control messages and calls and mobile 
requests for service shall be transmitted to and from the sys- 
tem on the signaling channel. 


6-3.4.1.2 Unique Address Transmission. Each unit will send 
its unique discrete address identification to the system each 


time the unit transmits, regardless of whether the system is 
operating in the message trunking mode or transmission 
trunking mode. 


6-3.4.1.3. Minimum Channel Capability. Mobile and _porta- 
ble units shall be capable of operating on at least five radio 
channels. 


6-3.4.1.4 Scanning. Mobile and portable units shall be capa- 
ble of scanning talkgroups, with one group being a priority. 


6-3.4.1.5* “Time-out” Timer. Mobile and _ portable units 
shall be equipped with a timer circuit that will automatically 
shut off the transmitter and signal the operator with a distinc- 
tive tone after a predetermined transmit time. 


6-3.4.1.6 Automatic Channel Assignment. A system control- 
ler shall automatically assign all channels such that all system 
users (field units and console dispatchers) shall have access to 
all voice channels via a system priority protocol. 


6-3.4.1.7 Channel Access Time. Channel access time in sin- 
gle site systems, assuming a channel is available, shall be less 
than !/, second. 


6-3.4.1.8* Priority Levels. A minimum of eight levels of oper- 
ational talkgroup priority shall be incorporated in the system. 
Dispatch consoles shall be capable of elevating the operational 
priority of a talkgroup by one increment to facilitate channel 
assignments in critical situations. 


6-3.4.1.9* Emergency Priority. All field units in the system 
shall be capable of gaining access to the system within !/9 sec- 
ond of activation of an instantaneous emergency switch. When 
emergency activation occurs, the field unit ID shall be dis- 
played at the dispatch terminal and/or console, and an audi- 
ble alert shall be activated. A voice channel shall be 
immediately assigned, regardless of system loading, to handle 
the emergency communications. 


6-3.4.1.10* Failure of Trunking System. The system shall be 
configured so that in the event of a failure of the system con- 
troller, which prevents automatic functioning of the system, 
mobile units shall automatically operate in the conventional 
mode on pre-assigned channels based upon a selected talk- 
group. Emergency response units that share trunked radio sys- 
tems with other emergency services or other nonemergency 
services shall operate on a channel that is not shared with non- 
emergency users. 


6-3.4.1.11* Queuing of Request for Voice Channel. If all avail- 
able talking channels are assigned, the second and lower pre- 
cedence level requests for a talking channel shall be placed in 
a queue according to the priority levels involved. The queue 
shall cause the system to assign talking channels (as they 
become available) on a priority level basis. If multiple talk- 
groups with the same priority are in the queue, they shall be 
assigned a channel on a first-in-first-out (FIFO) basis. The 
queuing protocol shall process and assign channels to request- 
ing units that have been involved in recent conversations 
before processing and assigning channels to units not involved 
in any recent conversations (assuming both talkgroups have 
equal priorities). 


6-3.4.1.12 Busy Queuing Callback. When any unit is placed 
into a system busy queue, the unit requesting the channel shall 
be notified automatically by the system when it assigns a chan- 
nel to the unit. 
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6-3.4.1.13 Talkgroup Reception. All units operating within 
the same talkgroup shall receive both sides of every conversa- 
tion addressed to or from the talkgroup. 


6-3.4.1.14 Selective Alerting. The system shall provide (for 
mobile and portable units equipped with this feature) a means 
for selectively alerting one unit from another unit or from a 
dispatch location. 


6-3.4.1.15 Continuous Talkgroup Affiliation Notification. The 
system shall broadcast a continuous update of the talkgroup 
channel assignments to field units. Those units that become 
activated during a conversation, or those that leave the system 
coverage and return, shall use this process to immediately 
affiliate with their proper talkgroup conversation. 


6-3.4.1.16* Out of Contact Indication. Whenever a field unit 
leaves the coverage of the signaling channel and attempts to 
access the system (push-to-talk), an audible alert shall be 
sounded. 


6-3.4.1.17* Individual Unit Disable. Hardware and software 
that allows disablement of any mobile or portable unit(s) cur- 
rently operational on the system shall be included in the sys- 
tem. This process shall be possible even if the system manager 
terminal or the console is inoperative. 


6-3.4.1.18* Remote Talkgroup Assignment. The system shall 
allow a telecommunicator to initiate a change in the operating 
talkgroup of any field unit from a system management termi- 
nal. 


6-3.4.1.19* Telephone Interconnect Restriction. Where tele- 
phone interconnect has been provided as a part of the system, 
the system shall be configured so that no telephone call shall 
prevent or delay any dispatch communications required by 
the authority having jurisdiction. 


6-3.4.1.20 Monitoring for Integrity. A subsystem dedicated to 
monitoring the trunked system infrastructure shall be 
included. Fault and status information, including information 
on the condition of base station repeaters and controllers, 
shall be accessible from a system manager terminal. A printer 
shall be included with the system manager terminal, which 
shall be capable of recording system problems as they occur. 


6-3.4.1.21 Console Call Indicator. A call indicator shall be 
provided for each talkgroup and conventional repeater con- 
trolled from the control center console. If the channel is 
selected, the call indicator shall flash when audio is present. 


6-3.4.1.22 Console Full Duplex. The console shall operate in 
the full duplex mode so that a telecommunicator can simulta- 
neously transmit to a trunked talkgroup and receive his or her 
response, without needing to release the push-to-talk (PTT) 
switch. 


6-3.4.1.23 Console Trunked Busy Indication. If the dispatcher 
attempts to make a call and all trunked channels are busy, a 
visual and audible alert shall be initiated at the console. When 
the channel becomes available, the console shall automatically 
alert the dispatcher with an audible tone and “hold” the chan- 
nel for the dispatcher for 2 to 4 seconds to allow the dispatcher 
time to activate a PTT for that talkgroup. 


6-3.4.1.24* Console Dispatch Preemption. The system shall 
be so configured that no “busy” indication shall be received by 
a telecommunicator when attempting to access a talkgroup 
required for dispatch of an alarm. If necessary to accomplish 
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this requirement, preemption of the lowest-priority communi- 
cation then present on the system shall occur. 


6-3.4.1.25 Elevation of Priority. The telecommunicator shall 
have the capability to designate certain talkgroups to have a 
higher tactical priority at their workstation. 


6-3.4.1.26* Tactical Communications. Trunked radio system 
talkgroups shall not be used to fulfill the requirement for the 
provision of a simplex radio channel for on-scene tactical com- 
munications. 


6-3.4.2 Digital Trunked Radio System Requirements. Digital 
trunked radio systems shall meet the requirements in 6-3.4.1. 


6-3.5 Two-Way Mobile Equipment. 


6-3.5.1 All emergency response vehicles shall be equipped 
with a two-way mobile radio that is capable of communications 
with the communication center. 


6-3.5.2 Mobile radios shall be equipped with a visual transmit 
indicator. 


6-3.5.3 All mobile radios shall be equipped with a carrier con- 
trol timer that disables the transmitter after a pre-determined 
time that is determined by the authority having jurisdiction. 


6-3.5.4 Mobile radios and associated equipment shall be man- 
ufactured for the environment in which they are to be used. 


6-3.5.5 Mobile radios shall be capable of multiple-channel 
operation to enable on-scene radio communications that are 
independent of dispatch channels. 


6-3.5.6 Where a data transmission function is used, mobile 
radios shall have the ability to transmit data without distortion, 
and the equipment shall be designed to ensure data transmis- 
sion at full power. 


6-3.5.7 All emergency response vehicles that are assigned to 
aircraft emergency responses shall be equipped with radios 
that are capable of operating on the aircraft ground control 
emergency channels. 


6-3.5.8 Spare mobile radio units shall be provided for emer- 
gency response vehicles as follows: 


(1) Minimum of one spare unit for each model not directly 
interchangeable 

(2) Minimum of one spare unit for each 20 units, or fraction 
thereof, in service 


6-3.6 Two-Way Portable Equipment. 


6-3.6.1 All emergency response vehicles shall be equipped 
with a portable radio that is capable of two-way communica- 
tion with the communication center. 


6-3.6.2 Portable radios shall be manufactured for the environ- 
ment in which they are to be used and shall be of a size and 
construction that allow their operation with the use of one 
hand. 


6-3.6.3 Portable radios that are equipped with keypads that 
control radio functions shall have a means for the user to dis- 
able the keypad to prevent inadvertent use. 


6-3.6.4 All portable radios shall be equipped with a carrier con- 
trol timer that disables the transmitter after a pre-determined 
time that is determined by the authority having jurisdiction. 
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6-3.6.5 Portable radios shall be capable of multiple-channel 
operation to enable on-scene simplex radio communications 
that are independent of dispatch channels. 


6-3.6.6 Portable radios shall be designed to allow channels to 
be changed while emergency response personnel are wearing 
gloves. 


6-3.6.7 Single-unit battery chargers for portable radios shall 
be capable of fully charging the radio battery while the radio 
is in the receiving mode. 


6-3.6.8 Battery chargers for portable radios shall automati- 
cally revert to maintenance charge when the battery is fully 
charged. 


6-3.6.9 Battery chargers shall be capable of charging batteries 
independently and externally of the portable radio. 


6-3.6.10 Spare batteries shall be maintained in quantities that 
allow continuous operation as determined by the authority 
having jurisdiction. 


6-3.6.11 Where a data transmission function is used from por- 
table radios, the radio shall be capable of transmitting data 
without distortion, and the equipment shall be designed to 
ensure data transmission at full power. 


6-3.6.12 A minimum of one spare portable radio shall be pro- 
vided for each 10 units, or fraction thereof, in service. 


6-3.7* Mobile Command Vehicles. Vehicles that are used in 
command or communications functions shall meet the require- 
ments of NFPA 1901, Standard for Automotive Fire Apparatus. 


6-3.8 Microwave Systems. (Reserved) 
6-3.9 Data Systems. (Reserved) 
6-3.10 Combination/Hybrid Systems. (Reserved) 


6-4 Radio Alerting Systems. 
6-4.1 General. 


6-4.1.1 Radio alerting systems shall include voice receivers, 
coded tone receivers, noncoded tone receivers, numeric 
receivers, and alphanumeric devices. 


6-4.1.2 Where radio home alerting receivers, hand-held units, 
pocket pagers, and similar radio devices are used to receive 
fire alarms or are used on-scene, they shall conform to the 
requirements of this standard. 


6-4.2 Radio Paging Systems and Pagers. 


6-4.2.1 The paging system shall be under the direct control of 
the authority having jurisdiction where used as a method of 
emergency dispatch. 


6-4.2.2. Page-encoding equipment shall be located in the com- 
munication center where used as a method of emergency dis- 
patch. 


6-4.2.3 The paging system shall comply with the general 
requirements for radio systems as outlined in this document. 


6-4.2.4 Pagers shall audibly indicate a low-battery condition. 


6-4.2.5 Alphanumeric pagers shall support the maximum text 
message that can be sent from the communication center. 


6-4.3 Alerting Receivers. Where radio alerting receivers are 
used to receive emergency dispatch messages, they shall be 
provided with two sources of power. 


6-5 Outside Audible Alerting Devices. 


6-5.1 Where outside alerting devices are used to indicate an 
emergency, they shall be located to alert all emergency 
response personnel who are expected to respond. 


6-5.2 Coded alerting devices shall operate at speeds of at least 
one actuation per second. Three or four rounds of coded sig- 
nals shall be required where outside alerting devices are oper- 
ated for summoning emergency personnel. 


6-5.3 Compressed air alerting devices shall have a distinctive 
tone. If coded, the duration of the blast shall be neither less 
than !/, second nor longer than 1!/, seconds, with silent 
intervals of 1 to 1!/, times the blast. 


6-5.4 Storage tanks shall comply with ASME specifications for 
unfired pressure vessels and shall be equipped with safety 
relief valves. Tank size shall be such that, at 85 percent of work- 
ing pressure, 8 times the largest number of blasts assigned to 
any signal shall be capable of being sounded, but not less than 
50 blasts shall be sounded. 


6-5.5 Compressors shall have the capacity to fill storage tanks 
to working pressure within 30 minutes. Piping of ferrous mate- 
rials shall be provided with scale traps that are accessible for 
cleaning. All piping shall be arranged to allow inspection and 
repair. 


Chapter 7 Computer-Aided Dispatch 


7-1 General. 


7-1.1 Emergency services dispatching entities that employ 
computer-aided dispatching (CAD) systems shall have quali- 
fied technical assistance available for trouble analysis and 
repair by in-house personnel or by authorized outside con- 
tract maintenance services. 


7-1.2 Where a CAD system is used for emergency service dis- 
patch operations, a manual backup method shall be provided 
and shall be available for use in the event of a failure of the 
CAD system. 


7-1.3 Security. 


7-1.3.1 CAD systems shall have different levels of security to 
restrict unauthorized access to sensitive and critical informa- 
tion, programs, and operating system functions. 


7-1.3.2 Access shall be limited by log on/password control, 
workstation limitations, or other means as required by the 
authority having jurisdiction. 


7-2* Support Dispatch Information. There shall be an up- 
to-date hard copy file of stored information that shall be 
located on the premises to support the dispatching operation 
if the CAD system fails. 


7-3 Dispatch Capabilities. The installation of a CAD system 
in emergency service dispatching shall not negate the require- 
ments for a second dispatch method. 


7-3.1 The CAD systems shall consist of dedicated pieces of 
equipment whose use serves only to enhance emergency ser- 
vices dispatching operations. The use of such computer sys- 
tems to serve unrelated services or other departments shall be 


prohibited. 
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Exception: Where dispatching operations are of a combined public ser- 
vice nature, the computer system shall be permitted to be used jointly, 
provided an automatic control function is installed in the dispatching 
control console positions to allow the telecommunicator to control the 
override of all agency dispatching for the purpose of dispatching prior- 
ity traffic. Any emergency that, in the judgment of the telecommunica- 
tor in charge, is categorized as life-threatening shall take precedence 
over all other traffic in a combined dispatch communication center 
that uses a shared computer system. 


7-3.2. The CAD printers that are located in ERFs shall be capa- 
ble of printing four pages per minute. 


7-4 Classification of Systems. CAD systems in emergency ser- 
vices shall be categorized as Class 1, Class 2, or Class 3. 


7-4.1 A Class 1 CAD system shall be equipped with a level of 
computer technology and equipment that selects and recom- 
mends to the telecommunicator the appropriate units to be 
dispatched. The system shall be redundant and shall provide 
automatic switchover in case of failure of the primary operat- 
ing processors and shall transmit and receive data transmis- 
sions from ERFs, other administrative sites, and mobile 
vehicles that are operated by the emergency services. 


7-4.2 A Class 2 CAD system shall be equipped with a level of 
computer technology and equipment that are used in the 
communication center to support dispatching operations. 
The system shall be redundant and shall transmit and receive 
data transmissions from ERFs, other sites, and mobile units 
that are operated by the emergency services. 


7-4.3 A Class 3 CAD system shall be equipped with a level of 
computer technology that is used as a support function to 
emergency service dispatching and that is used for status and 
logging information. 


7-5 Class 3 CAD System. 
7-5.1 General. 


7-5.1.1 The system shall consist of a computer software pro- 
gram and databases that operate on a system that consists of a 
computer, monitor, keyboard, and printer. 


7-5.1.2 The system shall be capable of manually entering 
alarm information that accesses databases that contain infor- 
mation on items such as hazardous materials, location, emer- 
gency contact, and other information that is deemed 
necessary by the authority having jurisdiction. 


7-5.1.3. The system shall provide manual support to the mon- 
itoring and management of in-process incidents. 


7-5.1.4 The system shall provide detailed and accurate reports 
of all operations in a format that is approved by the authority 
having jurisdiction. 


7-5.1.5 Alarm data shall be printed in a readable format. 
7-5.2 Computer Systems Requirements. 


7-5.2.1 The system shall accommodate the call volumes and 
other sizing parameters that are required by the authority hav- 
ing jurisdiction. 


7-5.2.2 The system shall provide the operational capabilities 
that are required by the authority having jurisdiction. 


7-5.2.3 The system full-load response time, measured from 
the time a telecommunicator completes a keyboard entry to 
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the completion of the appearance of the system response on 
the CRT screen, shall not exceed 5 seconds. 


7-5.2.4 Computers shall meet the following approved Elec- 
tronics Industries Association (EIA) code requirements, and 
other such requirements as applicable, that are associated with 
good engineering and manufacturing practices: 


(1) RS-152-C, Land Mobile Communications 

(2) RS-316-O, Land Mobile Communications 

(3) RS-316-C, Portable Land Mobile Communications 
(4) RS-374-A, Land Mobile Signaling Standard 


7-5.3 Applications Software and Database Support. 


7-5.3.1 The system applications shall be written in a high- 
order programming language. The software shall be modular, 
fully documented in the source code, and designed and imple- 
mented in accordance with the accepted standards of software 
engineering. 


7-5.3.2. The system applications shall function under the over- 
all control of a standard operating system. The operating sys- 
tem shall include support functions and features as required 
by the authority having jurisdiction. 


7-5.3.3 The data files shall be maintained and updated in an 
on-line interactive mode. A set of telecommunicator com- 
mands, data entry screens, and related software shall be pro- 
vided to support the on-line update transactions for all user- 
modified files. 


7-5.4 Computer Hardware. 


7-5.4.1 Each computer shall be provided with the memory 
and the input and output (I/O) capacity that are necessary to 
support software functions and to meet the performance 
requirements of this standard. 


7-5.4.2 Storage Network. 


7-5.4.2.1 The system shall provide on-line storage for pro- 
grams and data that meets all functional and performance 
requirements. 


7-5.4.2.2 Capacity shall be provided for the storage of a mini- 
mum of 100 days of history log data. 


7-5.4.3 Workstations. 


7-5.4.3.1 The workstation shall have a computer, CRT, key- 
board, and printer. 


7-5.4.3.2 There shall be a spare workstation loaded with the 
required software that is immediately available. A workstation 
that is used for other applications shall be considered to be a 
spare workstation if it is immediately available. 


7-5.4.4 Display Screens/CRT. 


7-5.4.4.1 The display screen shall be of a size that has the 
capacity to display the information that is required by the 
authority having jurisdiction. 


7-5.4.4.2 Characters shall be displayed on the CRT screen in 
a manner that is approved by the authority having jurisdiction. 


7-5.4.4.3 Display intensity shall be adjustable from completely 
dark to maximum display brightness by using controls that are 
available to the telecommunicator. 


7-5.4.4.4 All characters shall be visible in a lighted room with- 
out obstruction from the glare of ambient lighting. 
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7-5.4.4.5 The display screen shall be stable and free of unin- 
tentional motion. 


7-5.4.4.6 Characters shall have a uniform appearance on all 
parts of the screen. 


7-5.4.5 Keyboards and Pointers. 


7-5.4.5.1 The keyboard shall be capable of controlling all 
operational functions as well as all CRTs that are associated 
with the specific workstation. 


7-5.4.5.2 The keyboard design shall prevent malfunction 
caused by the spillage of liquids. 


7-5.4.5.3 Pointing devices shall be resistant to dust, dirt, and 
accidental falls. 


7-6 Class 2 CAD System. 


7-6.1 General. A Class 2 CAD system shall be an integrated 
system of computers, CRT/keyboard terminals, display 
screens, printers, local and remote administrative terminals, 
databases, and computer software. 


7-6.1.1 The system shall be capable of interfacing with related 
alarm receiving systems and alarm dispatching systems. 


7-6.1.2 The system shall perform the following functions: 


(1) Process emergency calls for service 

(2) Handle peak call loads 

(3) Provide the initial alerting and dispatch communications 
to assigned units 

(4) Provide assigned units with all necessary information 

(5) Provide unit status monitoring 

(6) Support direct entry of status information from the field 


7-6.1.3 The system shall provide automated support to the 
monitoring and management of in-process incidents. 


7-6.1.4 Each computer shall be provided with the memory 
and I/O capacity that are necessary to support software func- 
tions and to meet the performance requirements of this stan- 
dard. 


7-6.2 Computer Systems Requirements. 


7-6.2.1 The system shall accommodate the call volumes and 
other sizing parameters that are required by the authority hav- 
ing jurisdiction. 


7-6.2.2 The system shall provide the operational capabilities 
that are required by the authority having jurisdiction. 


7-6.2.3 The system full-load response time, measured from 
the time a console telecommunicator completes a keyboard 
entry to the completion of the appearance of the system 
response on the CRT screen, shall not exceed 5 seconds. 


7-6.2.4 The system shall be available and fully functional at 
least 99.5 percent of the time. 


7-6.2.5 The failure of any single component shall not disable 
the system. 


7-6.2.6 The system shall include automatic power-fail recovery 
capability. 

7-6.2.7 Computers shall meet the following approved EIA 
code requirements, and other such requirements as applica- 
ble, that are associated with good engineering and manufac- 
turing practices: 


(1) RS-152-C, Land Mobile Communications 


(2) RS-316-O, Land Mobile Communications 
(3) RS-316-C, Portable Land Mobile Communications 
(4) RS-374-A, Land Mobile Signaling Standard 


7-6.3 Applications Software and Database Support. 


7-6.3.1 The system applications shall be written in a high- 
order programming language. The software shall be modular, 
fully documented in the source code, and designed and imple- 
mented in accordance with the accepted standards of software 
engineering. 


7-6.3.2 The system applications shall function under the over- 
all control of a standard operating system. The operating sys- 
tem shall include support functions and features as required 
by the authority having jurisdiction. 


7-6.3.3 The data files shall be maintained and updated in an 
on-line interactive mode, using workstations. A set of telecom- 
municator commands, data entry screens, and related soft- 
ware shall be provided to support the on-line update 
transactions for all user-modified files. 


7-6.4 Computer Hardware. 


7-6.4.1 The CAD system shall be based on two identical com- 
puters, herein designated A and B. 


7-6.4.2 The mass storage configuration of computers A and B 
shall meet the following requirements: 


(1) It shall maintain redundant copies of all critical CAD on- 
line files. 

(2) It shall provide protection from the detrimental effect of 
failure or from the maintenance outage of any single 
disk, tape drive, or device controller. 

(3) It shall allow the connection of any device to the comput- 
ers that is independent of the other devices. 

(4) It shall be automatically reconfigurable under software 
control. 


7-6.5 Computer Hardware. 


7-6.5.1 Each computer shall be provided with the memory 
and I/O capacity that are necessary to support software func- 
tions and to meet the performance requirements of this stan- 
dard. 


7-6.5.2 Each of the on-line CAD system computers shall con- 
tinuously monitor its peripheral devices and interfaces for 
equipment failures, device exceptions, and time-outs. On 
detection of failure, the computers shall send messages to the 
supervisor and computer console terminal by visible and audi- 
ble means. 


7-6.5.2.1 Computers shall continuously monitor each other’s 
operation by means of periodic inquiries that necessitate pos- 
itive acknowledgments. 


7-6.5.3 The system shall provide the telecommunicator with 
the ability to switch over equipment and resume operations 
within 2 minutes. 


7-6.5.4 Computers A and B shall each have a dedicated termi- 
nal. The terminal shall include a keyboard, CRT, and printer 
for a hard copy log of system messages and transactions. 


7-6.6 Storage Network. 


7-6.6.1 The systems shall provide on-line storage for programs 
and data that meets all of the functional and performance 
requirements of this standard. 
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7-6.6.2 Capacity shall be provided for the storage of a mini- 
mum of 100 days of history log data. 


7-6.7 Workstations. 
7-6.7.1 Each workstation shall have a CRT and keyboard. 


7-6.7.2 A spare CRT and keyboard shall be available in the 
communication center for immediate change out for every 
three workstations, or fraction thereof, up to a maximum of 
three spare CRTs and keyboards. For the purpose of this sec- 
tion, any administrative CRTs and keyboards beyond those 
required for telecommunicator workstations that are not con- 
sidered essential to the receipt and dispatch of emergencies 
shall be permitted to be considered as spares. 


7-6.8 Display Screens/CRT. 


7-6.8.1 The CRT shall be of a size that has the capacity to dis- 
play the information that is required by the authority having 
jurisdiction. 

7-6.8.2 Characters shall be displayed on the CRT screen in a 
manner that is approved by the authority having jurisdiction. 


7-6.8.3 Display intensity shall be adjustable from completely 
dark to maximum display brightness by using controls that are 
available to the telecommunicator. 


7-6.8.4 All characters shall be visible in a lighted room without 
obstruction from the glare of ambient lighting. 


7-6.8.5 The display screen shall be stable and free of uninten- 
tional motion. 


7-6.8.6 Characters shall have a uniform appearance on all 
parts of the screen. 


7-6.9 Keyboards and Pointers. 


7-6.9.1 The keyboard shall be capable of controlling all CAD 
operational functions as well as all CRTs that are associated 
with the specific workstation. 


7-6.9.2 The keyboard design shall prevent malfunction 
caused by the spillage of liquids. 


7-6.9.3 Pointing devices shall be resistant to dust, dirt, and 
accidental falls. 


7-6.10 Printers. 


7-6.10.1 The system shall include two printers for dispatch 
logging in addition to those required in 7-6.5.4. 


7-6.10.2 All printers shall be interchangeable. 


7-6.10.3. Logging or utility functions shall be assignable to any 
printer under system control. 


7-6.10.4 A spare printer shall be immediately available. 


7-6.11 Information Transmittal. Data communications systems 
that connect ERFs and administrative sites with the system shall 
communicate at a minimum rate of 9600 bits per second. 


7-6.11.1 Mobile units shall communicate with the CAD system 
ata minimum rate of 2400 bits per second. 


7-6.11.2 The transmission of computer information to mobile 
equipment or fixed locations that are associated with emer- 
gency operations shall be in accordance with Federal Commu- 
nications Commission (FCC) rules and regulations for the 
type of service being used. 
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7-6.11.3. The message formats shall be uniform across the sys- 
tem as required by the authority having jurisdiction. 


7-7 Class 1 CAD System. 
7-7.1 General. 


7-7.2, A Class 1 CAD system shall contain all the components 
and meet all the requirements of a Class 2 CAD system and 
shall also meet the requirements of 7-7.3 through 7-7.5. 


7-7.3 In addition to the requirements of 7-6.1.2, the system 
shall select units for assignment to calls and shall ensure that 
the optimum units are selected. 


7-7.4 In addition to the requirements of 7-6.5.2, on detection 
of a failure, the computers shall perform any required recon- 
figuration and shall queue notification messages to the super- 
visor and computer terminal. 


7-7.5 When a failure is detected, the backup computer shall 
immediately assume the operation of the on-line CAD applica- 
tions. 


7-7.6 In addition to the automatic switchover capabilities, the 
telecommunicator shall have the ability to manually initiate 
computer switchover. 


7-8 Remote Data Terminals (RDTs). 
7-8.1 General. 


7-8.1.1 RDTs and associated equipment shall be manufac- 
tured for the environment in which they are to be used. 


7-8.1.2 The RDT terminals shall meet all requirements of EIA 
RS-374-A, Land Mobile Signaling Standard. 


7-8.1.3 Data communications at RDTs shall accomplish at 
least the following functions: 


(1) Indicate to the CAD that the RDT system is operational 

(2) Indicate to the CAD the success or failure of any message 
to an RDT 

(3) Download forms not permanently stored at all RDTs 


7-8.1.4 Emergency messages to RDTs shall take priority and 
shall be immediately indicated and printed if printers are 
included in the system. An RDT display screen shall not be 
automatically updated. Displays shall be configured to indi- 
cate that a message is waiting. 


7-8.1.5 The RDT shall be capable of acknowledging by auto- 
matic and manual means after the receipt of a message. 


7-8.1.5.1 The RDT shall transmit automatic acknowledgment 
that indicates that it has received and stored a message. 


7-8.1.5.2 A manual acknowledgment shall indicate that the 
responding personnel have viewed the message and are taking 
appropriate action. 


7-8.1.5.3 Failure to receive an automatic or manual acknowl- 
edgment from the RDT shall cause a notification to the con- 
trolling telecommunicator CRT in the communication center. 


7-8.1.6 The RDT shall not require power to maintain pro- 
grammed functions. 


7-8.2. Equipment and Operation. 


7-8.2.1 The RDTs shall be interchangeable so that any RDT 
can be installed in any vehicle or fixed location. 
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7-8.2.2 The RDT shall connect to its associated radio trans- 
ceiver by a plug-in locking-cable assembly. 


7-8.2.3 The RDT shall perform all functions as required by 
the authority having jurisdiction while keeping keystrokes to a 
minimum. 


7-8.2.3.1 The terminal shall provide one keystroke operation 
for unit status reporting functions. 


7-8.2.3.2 The terminal shall display information with a mini- 
mum use of multipage display. 


7-8.2.4. The RDTs shall have manual controls mounted on the 
unit for the following: 


(1) Display intensity 

(2) Audible alarm volume 
(3) Alarm test 

(4) Power on/off 


The RDTs shall provide visual indication that the unit is 
energized. 


7-8.2.5 The RDTs shall have an emergency alert button (MAY- 
DAY), which shall transmit a distress signal to the controlling 
telecommunicator. 


7-8.2.6* The RDTs shall activate audible and visual indication 
of incoming messages. The volume of the audible alarm shall 
overcome ambient noise. 


7-8.2.7 The RDTs shall have a last in/first out feature that 
shall allow the user to recall the last 10 messages transmitted 
or received. 


7-8.2.8 Each RDT shall have an individual addressing identi- 
fier and shall be capable of receiving single, group, or all-call 
messages. The RDT terminal address identifier shall be trans- 
mitted automatically for each message. 


7-8.2.9 The RDT shall continuously display a current unit sta- 
tus that includes the following: 


(a) Transmitter Keyed. Indicates that a message sent by the 
RDT is currently being transmitted. 


(b) Message Received. Indicates that the last transmission 
has been correctly received by the communication center. 


(c) No Acknowledgment/Fail. Indicates that a transmission was 
not received after a predetermined number of retransmissions. 


(d) Channel Busy. Indicates that the terminal cannot trans- 
mit due to other traffic on the frequency and that the message 
will be sent as soon as the frequency is clear; no manual 
retransmission is necessary. 


(e) Message Waiting. Indicates that a new message is waiting 
to be sent to the terminal and the user needs to clear the page 
to allow the message to be accepted. 


(f) Acknowledgment Required. Indicates that manual 
acknowledgment by the user of a received message is required. 


7-8.3 Keyboard. 


7-8.3.1 The bottoms of detachable keyboards shall have non- 
skid surfaces. 


7-8.3.2 The keyboard design shall prevent malfunction 
caused by the spillage of liquids. 


7-8.4 Display Screen. 
7-8.4.1 All information shall be visible in daylight conditions. 


7-8.4.2 The CRT shall be stable and free of unintentional 
motion. 


7-8.4.3 Characters shall have a uniform appearance on all 
parts of the screen. 


7-9 Mobile Printers. (Reserved) 


Chapter 8 Testing 


8-1 General. 


8-1.1 Tests and inspections shall be made at the intervals spec- 
ified in this standard. 


8-1.2 All equipment shall be restored to normal condition 
promptly after each test or alarm for which the equipment 
functioned. 


8-1.3 Where tests indicate that trouble has occurred any- 
where on the system, the telecommunicator shall take steps 
to repair the fault, or, if repair is not possible, action shall be 
taken to isolate the fault and to notify the official responsible 
for maintenance. 


8-2 Acceptance Testing. 


8-2.1 New equipment shall be provided with operation manu- 
als that cover all operations and testing procedures. 


8-2.2 All functions of new equipment shall be tested in accor- 
dance with this chapter and the manufacturer’s specifications 
before being placed in service. 


8-2.3 All cables shall be tested in accordance with this chapter 
where installed with all taps and splices made. However, 
before connection to terminals, cables shall be tested for insu- 
lation resistance. Such tests shall indicate an insulation resis- 
tance of at least 200 megohms per mile between any one 
conductor and all others, the sheath, and the ground. 


8-2.4 The frequency, modulation, power output, and receiver 
sensitivity and selectivity shall be tested and recorded when 
the radio is installed or repaired. 


8-3 Operational Testing. 


8-3.1 Manual test of wired dispatch circuits shall be made and 
recorded at least once every 24 hours. Circuits for transmission 
of graphic signals shall be tested by a message transmission. 


8-3.2 Outside audible alerting devices, radio, telephone, or 
other means for alerting emergency response personnel shall 
be tested as required by the authority having jurisdiction. 


8-3.3 All primary and secondary radio and voice amplification 
circuits shall be subjected to a voice test twice daily. 


8-3.4 Manual tests of the power supply for wired dispatch cir- 
cuits shall be made and recorded at least once during every 24 
hours. Such tests shall include the following. 


(a) The current strength of each circuit shall be tested. 
Changes in the current of any circuit that amount to 10 per- 
cent of normal current shall be investigated immediately. 

(b) The voltage across terminals of each circuit inside ter- 
minals of protective devices shall be tested. Changes in the 
voltage of any circuit that amount to 10 percent of normal volt- 
age shall be investigated immediately. 

(c) The voltage between ground and circuits shall be 
tested. Where this test indicates a reading in excess of 50 per- 
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cent of that shown in the test specified in 8-3.4(b), the trouble 
shall be located immediately and cleared; readings in excess of 
25 percent shall be given early attention. Systems in which 
each circuit is supplied by an independent current source 
shall require tests between ground and each side of each cir- 
cuit. Such readings shall be taken with a voltmeter of not more 
than 100 ohms resistance per volt. 


(d) A ground current reading shall be allowed in lieu of the 
test specified in 8-3.4(c). Where this method of testing is used, all 
grounds that indicate a current reading in excess of 5 percent of 
the normal line current shall be given immediate attention. 


(e) The voltage across common battery terminals on the 
switchboard side of fuses shall be tested. 


(f) Voltage between common battery terminals and 
ground shall be tested. Abnormal ground readings shall be 
investigated immediately. 


(g) If more than one common battery is used, each com- 
mon battery shall be tested. 


8-3.5 PSAP Telephone Testing. Each incoming circuit shall 
be tested daily. 


8-3.6 Emergency Lighting. Emergency lighting shall be 
tested in accordance with NFPA 101, Life Safety Code. 


8-3.7 SEPPS/UPS. SEPPS/UPS shall be tested in accordance 
with NFPA 111, Standard on Stored Electrical Energy Emergency and 
Standby Power Systems. 


8-4 Power. 


8-4.1 Emergency and standby power systems shall be tested in 
accordance with NFPA 110, Standard for Emergency and Standby 
Power Systems. 


Emergency power sources other than batteries shall be 
operated to supply the system continuously for 1 hour weekly. 
The test shall require simulated failure of the primary power 
source. 


8-4.2 Periodic tests shall be performed to ensure that the bat- 
teries are capable of supplying the system with power. See 
Table 8-4.2(a) for the required tests and the maximum inter- 
vals at which they are to be performed. 


Table 8-4.2(a) Required Tests For Lead-Acid Batteries 


Maximum 
Test Interval 

Measure float voltage 

Of entire battery or a pilot cell 1 week 

Of each cell 3 months 
Measure specific gravity 

Of a pilot cell 6 weeks 

Of each cell 6 months 
Discharge for 2 hours 1 year 
Clean and inspect 3 months 
Calibrate meters 1 year 
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To maximize battery life, the battery voltage for lead-acid cells 
shall be maintained within the limits specified in Table 8-4.2(b). 


Table 8-4.2(b) Battery Voltage 


High Gravity Low Gravity 
Float Battery Battery 
Voltage (Lead Calcium) (Lead Antimony) 
Maximum 2.25 V/cell 2.17 V/cell 
Minimum 2.20 V/cell 2.13 V/cell 
High-rate voltage 2.33 V/cell 


Note: High- and low-gravity voltages are +0.07 volts and -0.03 volts, 
respectively. 


To maximize battery life, the battery shall be charged as 
specified in Table 8-4.2(c). 


Table 8-4.2(c) Battery Voltage 


Float voltage 1.42 V/cell + 0.01 V 


High-rate voltage 1.58 V/cell + 0.07 — 0.00 V 


Chapter 9 Records 


9-1 General. Complete records to ensure reliable operation 
of all dispatching system functions shall be maintained. 


9-2 Installation. 


9-2.1 Wired Circuits. Records of wired dispatch circuits shall 
include outline plans that show all terminals in sequence, dia- 
grams of office wiring, and materials used, including trade 
name, manufacturer, and year of purchase or installation. 


9-2.2 Radio Circuits. Records of radio dispatch channels, 
and any associated wired circuits, shall include outline plans 
that show transmitters and receivers, diagrams of intercon- 
necting office wiring, and materials used, including trade 
name, manufacturer, and year of purchase or installation. 


9-2.3. Changes or additions shall be recorded in accordance 
with 9-2.1 and 9-2.2. 


9-3 Acceptance Test Records/As-Built Drawings. After com- 
pletion of acceptance tests that have been approved by the 
authority having jurisdiction, a set of reproducible as-built 
installation drawings, operation and maintenance manuals, a 
written sequence of operation, and the results of all operational 
tests and values at the time of installation shall be provided. 


9-4 Training Records. Training records shall be main- 
tained for each employee as required by the authority hav- 
ing jurisdiction. 


9-5 Operational Records. 


9-5.1 Performance statistics shall be compiled and main- 
tained annually in accordance with 4-3.1(2) and 4-3.1(3). 
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9-5.2 A report of operations that summarize statistics that are 
required by the authority having jurisdiction shall be prepared 
annually. 


9-5.3 Records of test, alarm, and dispatch signals, all circuit 
interruptions and observations or reports of equipment fail- 
ures, and all abnormal or defective circuit conditions that are 
indicated by test or inspection shall be kept by the jurisdiction. 
Such records shall include the date and time of all occurrences. 


9-6 Maintenance Records. Records of maintenance, both 
routine and emergency, shall be kept for all alarm receiving 
equipment and alarm dispatching equipment. All such 
records shall include the date, time, nature of maintenance, 
and repairer’s name and affiliation. 


9-7 Retention of Records. 


9-7.1 Records required by Sections 9-2, 9-3, 9-4, and 9-6 shall 
be maintained for the life of the affected equipment. 


9-7.2 Records that are required under Sections 4-4, 4-6, 8-3, 
and 9-5 shall be maintained for 2 years, or as required by law 
or the authority having jurisdiction. 


9-7.3 Where called detail recording (CDR) is provided, 
records shall be maintained as required in 9-7.2. 


Chapter 10 Referenced Publications 


10-1 The following documents or portions thereof are refer- 
enced within this standard as mandatory requirements and 
shall be considered part of the requirements of this standard. 
The edition indicated for each referenced mandatory docu- 
ment is the current edition as of the date of the NFPA issuance 
of this standard. Some of these mandatory documents might 
also be referenced in this standard for specific informational 
purposes and, therefore, are also listed in Appendix D. 


10-1.1 NFPA Publications. National Fire Protection Associa- 
tion, 1 Batterymarch Park, P.O. Box 9101, Quincy, MA 02269- 
9101. 


NFPA 10, Standard for Portable Fire Extinguishers, 1998 edition. 
NFPA 13, Standard for the Installation of Sprinkler Systems, 
1999 edition. 

NFPA 37, Standard for the Installation and Use of Stationary 
Combustion Engines and Gas Turbines, 1998 edition. 

NFPA 54, National Fuel Gas Code, 1999 edition. 

NFPA 58, Liquefied Petroleum Gas Code, 1998 edition. 

NFPA 70, National Electrical Cod&, 1999 edition. 

NFPA 72, National Fire Alarm Cod&, 1999 edition. 

NFPA 75, Standard for the Protection of Electronic Computer/ 
Data Processing Equipment, 1999 edition. 

NFPA 90A, Standard for the Installation of Air-Conditioning 
and Ventilating Systems, 1999 edition. 

NFPA 90B, Standard for the Installation of Warm Air Heating 
and Air-Conditioning Systems, 1999 edition. 

NFPA 101°, Life Safety Cod&®, 1997 edition. 

NFPA 110, Standard for Emergency and Standby Power Systems, 
1999 edition. 

NFPA 111, Standard on Stored Electrical Energy Emergency and 
Standby Power Systems, 1996 edition. 

NFPA 220, Standard on Types of Building Construction, 1999 
edition. 

NFPA 221, Standard for Fire Walls and Fire Barrier Walls, 1997 
edition. 


NFPA 251, Standard Methods of Tests of Fire Endurance of Build- 
ing Construction and Materials, 1999 edition. 

NFPA 255, Standard Method of Test of Surface Burning Charac- 
teristics of Building Materials, 1996 edition. 

NFPA 256, Standard Methods of Fire Tests of Roof Coverings, 
1998 edition. 

NFPA 780, Standard for the Installation of Lightning Protection 
Systems, 1997 edition. 

NFPA 1061, Standard for Professional Qualifications for Public 
Safety Telecommunicator, 1996 edition. 

NFPA 1201, Standard for Developing Fire Protection Services for 
the Public, 1994 edition. 

NFPA 1500, Standard on Fire Department Occupational Safety 
and Health Program, 1997 edition. 

NFPA 1561, Standard on Fire Department Incident Management 
System, 1995 edition. 

NFPA 1901, Standard for Automotive Fire Apparatus, 1999 edi- 
tion. 


10-1.2 Other Publications. 


10-1.2.1 ANSI Publication. American National Standards 
Institute, Inc., 11 West 42nd Street, 13th Floor, New York, NY 
10036. 


ANSI 752, Standard for Safety Bullet-Resisting Equipment, 1995. 


10-1.2.2 EIA Publications. Electronic Industries Association, 
2500 Wilson Boulevard, Arlington, VA 22201-3834. 


RS-152-C, Land Mobile Communications, 1988. 
RS-316-O, Land Mobile Communications, 1988. 
RS-316-C, Portable Land Mobile Communications, 1988. 
RS-374-A, Land Mobile Signaling Standard, 1988. 


10-1.2.3 TEEE Publication. Institute of Electrical and Elec- 
tronics Engineers, 445 Hoes Lane, P.O. Box 1331, Piscataway, 
NJ 08855-1331. 


IEEE C2, National Electrical Safety Code, 1997. 


10-1.2.4 IMSA Publication. International Municipal Signal 
Association, P.O. Box 539, 165 East Union Street, Newark, NY 
14513. 


Official IMSA Wire and Cable Specifications Manual, 1995. 


Appendix A Explanatory Material 


Appendix A is not a part of the requirements of this NFPA docu- 
ment but is included for informational purposes only. This appendix 
contains explanatory material, numbered to correspond with the appli- 
cable text paragraphs. 


A-1-4 Approved. The National Fire Protection Association 
does not approve, inspect, or certify any installations, proce- 
dures, equipment, or materials; nor does it approve or evalu- 
ate testing laboratories. In determining the acceptability of 
installations, procedures, equipment, or materials, the author- 
ity having jurisdiction may base acceptance on compliance 
with NFPA or other appropriate standards. In the absence of 
such standards, said authority may require evidence of proper 
installation, procedure, or use. The authority having jurisdic- 
tion may also refer to the listings or labeling practices of an 
organization that is concerned with product evaluations and is 
thus in a position to determine compliance with appropriate 
standards for the current production of listed items. 


A-1-4 Authority Having Jurisdiction. The phrase “authority 
having jurisdiction” is used in NFPA documents in a broad 
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manner, since jurisdictions and approval agencies vary, as do 
their responsibilities. Where public safety is primary, the 
authority having jurisdiction may be a federal, state, local, or 
other regional department or individual such as a fire chief; 
fire marshal; chief of a fire prevention bureau, labor depart- 
ment, or health department; building official; electrical 
inspector; or others having statutory authority. For insurance 
purposes, an insurance inspection department, rating bureau, 
or other insurance company representative may be the author- 
ity having jurisdiction. In many circumstances, the property 
owner or his or her designated agent assumes the role of the 
authority having jurisdiction; at government installations, the 
commanding officer or departmental official may be the 
authority having jurisdiction. 


A-1-4 Frequency (Radio). The present practicable limits of 
radio frequency are roughly 10 kH to 100,000 MHz. Within 
this frequency range, electromagnetic waves can be detected 
and amplified as an electric current at the wave frequency. 


A-1-4 Listed. The means for identifying listed equipment 
may vary for each organization concerned with product evalu- 
ation; some organizations do not recognize equipment as 
listed unless it is also labeled. The authority having jurisdiction 
should utilize the system employed by the listing organization 
to identify a listed product. 


A-1-4 Radio Channel. The width of the channel depends on 
the type of transmissions and the tolerance for the frequency 
of emission. The radio channel is normally allocated for radio 
transmission in a specified type of service or by a specified 
transmitter. 


A-2-1.1 The complexity and size of the communication center 
varies with different jurisdictions. While a large communica- 
tion center can be staffed 24 hours a day by several telecom- 
municators, other jurisdictions can use a continuously 
attended watch desk in an ERF. The staffing needs for watch 
desk telecommunicators or communication center telecom- 
municators pose problems for agencies with limited funds and 
limited full-time personnel. Some jurisdictions solve this prob- 
lem by having one center handle the emergency calls of all 
public safety organizations. 


A-2-1.2 Another solution for emergency response agencies is 
to have a number of neighboring emergency response agen- 
cies operate a joint communication center. To achieve maxi- 
mum value from limited facilities, emergency response 
agencies can pool operations with mutual aid arrangements, 
which are facilitated when a common communication center 
is used. Many regions and rural and suburban areas exist 
where no one emergency response agency can afford a com- 
munication center. However, a multijurisdictional communi- 
cation center can be established, and the expense can be 
shared. 


A-2-1.3, Populated areas frequently extend over several contig- 
uous communities within multiple jurisdictions. A telephone 
company does not limit or separate services on the basis of 
municipal boundaries. The continued expansion of the public 
telephone network can cause calls to a telephone company 
telecommunicator to be routed to a distant location. A person 
dialing the telephone company telecommunicator to report a 
fire is not assured that the telecommunicator can transmit the 
alarm to the proper emergency response agency. 

Emergency response agencies and other public safety ser- 
vices recognize the need for the public to be able to reach 
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them quickly, regardless of where they are when an emergency 
arises. In January 1968, a proposal was made to implement 
throughout the country a single national emergency number 
that the public could use to reach the police, emergency 
response agencies, and other emergency agencies from any 
location. The number 911 was chosen. The 911 system is an 
easy-to-remember, three-digit telephone number that is used 
to provide the general public with direct access to emergency 
service resources. 


A-2-2.3. Arrangements with other jurisdictions to allow the use 
of their facility as the alternative facility are acceptable. Such 
agreements should be made in writing. 


A-2-2.4 CEMP is included as part of the SARA Title III require- 
ments. The plan should be exercised on a regular basis to 
ensure that it is workable and that employees are familiar with 
the procedures. The local emergency planning committee 
(LEPC) is comprised of emergency response agency represen- 
tatives, local government, schools, emergency management 
personnel, other government agencies, and the private sector. 
The CEMP is developed by this group and used as part of the 
planning process in emergency management. NFPA 1600, Rec- 
ommended Practice for Disaster Management, also outlines the 
requirements for emergency planning. The communication 
center is a critical component of any emergency plan and 
serves as a link between the emergency operations center 
(EOC) and emergency response agencies. 


A-2-4.1.2 The ability to provide fresh, properly conditioned 
air is critical to the operation of the communication center. 
Security requirements, co-location of communication centers 
in buildings with other uses, operation of computer equip- 
ment, UPS, and radios combine to create a very high cooling 
demand that is often found in an existing building HVAC sys- 
tem without proper engineering. 

The primary HVAC system is to be designed for the task. 
The goal is to provide uninterrupted conditioning under all 
types of climatic conditions and to simultaneously protect 
communication center occupants from hazardous airborne 
contaminants (such as smoke) that can be drawn into the 
communication center from the rest of the building. 

Methods of providing backup HVAC to the communica- 
tion center include the use of other systems within a building 
that is shared by the center, using prepositioned portable air- 
conditioning units. Another method is to install an HVAC sys- 
tem that can provide the minimum cooling necessary, using 
an alternate air source, and that is connected to the cooling 
system ducts. 

When HVAC systems fail and no backup is provided, the 
first casualty is usually security. Doors or windows that are 
required to be closed will be opened — often without the 
knowledge or consent of the authority having jurisdiction. 


A-2-5.5 The decision to evacuate or not evacuate the commu- 
nication center in the event of a fire or threat of fire is not sim- 
ple. It involves moving the telecommunicators to a backup 
dispatch center or to a cooperating agency in a nearby juris- 
diction. The communication center should be assigned dedi- 
cated fire suppression resources in the event of a fire in the 
communication center or in the building housing the commu- 
nication center. Decisions that involve continued operation or 
evacuation of the center should be made by the fire suppres- 
sion officer and the telecommunicator supervisor. 


A-2-6.4 For instance, a window facing a break area within the 
secure area assigned solely for the use of the communication 
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center does not require bullet-resistant glass as long as a block 
wall surrounds the break area. 


A-2-7.6.5 As part of the CEMP, the authority having jurisdic- 
tion should evaluate the effect of natural disasters such as 
earthquakes, blizzards, hurricanes, and tornadoes on the abil- 
ity to resupply fuel tanks during such disasters to determine if 
additional fuel for operation for more than 24 hours should 
be stored on site. 


A-2-8.2.1 See Section 700-12(b) (f) of NFPA 70, National Elec- 
trical Code. 


A-2-16.1.5 For further information, see NFPA 72, National Fire 
Alarm Code. 


A-3-13.3. This is not meant to apply to the office of the chief 
and other executive officers or to the communication center, 
which can be housed in a fire station. 


A-4-2.4 Certification programs for telecommunicators are 
offered by organizations including the following: 


(1) Associated Public Safety Communications Officials Inter- 
national, Inc. (APCO), 2040 South Ridgewood Avenue, 
South Daytona, FL 32119 


(2) International Municipal Signal Association (IMSA), P.O. 
Box 539, 165 East Union Street, Newark, NY 14513 


A-4-4.7 The first unit to arrive at an emergency incident is 
responsible for notifying the communication center by radio 
of its arrival and for providing a brief description of the visible 
conditions and the precise location of the incident. The 
responding officer should report arrival and should establish 
the initial command post at the emergency. As soon as condi- 
tions allow, the incident commander should report supple- 
mentary information to the communication center and 
should make additional progress reports if operations keep 
the units at the emergency longer than a few minutes. An 
extended or complex emergency incident can necessitate the 
use of a communications van for effective coordination, com- 
mand, and control. 


A-4-4.7.1 The assignment of a communications officer to inci- 
dents that are more complex ensures that adequate communi- 
cation is achieved using available telephone and radio systems. 
Such assignment also ensures that the availability of existing fre- 
quencies or networks is maximized and that system overloading 
is minimized. An assigned communications officer can be par- 
ticularly important and useful during multiagency fires and 
other incidents. It can be necessary to establish specific nets and 
monitoring systems to guarantee communications in some situ- 
ations. In complex incidents, communications discipline is crit- 
ical in avoiding system overload. 


A-4-4.7.2. The common emergency organization, which uses 
the incident management system (IMS), includes the follow- 
ing two important communications concepts. 


(a) Common Terminology. All participating departments and 
agencies use clear text and established standard terms and 
phrases. In multiple-agency emergencies, it is extremely diffi- 
cult to guarantee that all agency and department codes repre- 
sent identical meanings. To avoid potential misunderstandings 
between telecommunicators, the IMS requires clear text or 
plain language for all radio messages. Although this is a signifi- 
cant departure from public safety agency tradition, it has been 
found to be efficient in actual practice. 


(b) Integrated Incident Communications. Participating 
departments and agencies plan in advance for the use of inte- 
grated radio frequencies to tie together all tactical and sup- 
port units assigned to an incident. To ensure the best possible 
use of all participating department and agency radios at major 
incidents, an incident radio communications plan matrix is 
developed. The matrix lists all available radio systems on an 
incident and aids in assigning them to provide command, tac- 
tical, and logistical coverage for a complete operation. 

Preparation of the matrix necessitates training and a 
knowledge of cooperating department and agency frequen- 
cies and radio components. Use of the matrix is greatly 
enhanced by the existence of a frequency-sharing agreement. 
(See Appendix B.) 

The FCC has no prohibition against public agencies shar- 
ing frequencies during emergencies, provided that the 
responsible agency has granted permission to assisting agen- 
cies to do so. The agreement specifies the mutual permission 
of participating agencies to use other agency frequencies 
when assisting them. The agreement lists the terms and condi- 
tions of use by others and includes all frequencies that can be 
made available under critical conditions. Such agreements 
facilitate better multiagency dispatching and incident commu- 
nications and can be prepared by groups or agencies that work 
together frequently. 


A-4-5.1 The clock can be synchronized automatically by the 
use of a radio receiver that receives broadcasts by stations 
broadcasting standard time and interval signals, such as WWV, 
WWVH, WWYVB in the United States and CHU in Canada, or 
through the use of GPS satellite time receivers, or by calling 
NIST in Boulder, CO or the U.S. Naval Observatory in Wash- 
ington, DC. 


A-4-6.1(3) Recording by telecommunicator position, rather 
than by line, allows all telephone lines that are used in the 
communication center to be taped using a minimum of 
recorder resources. 


A-5-3.6 The monitoring service is to be provided by the 911 
vendor. Monitoring at the communication center itself is not 
sufficient, since a failure at the communication center can also 
involve a failure of the monitoring, and monitoring at the 
communication center does not cover situations where 911 
calls are not completed due to cable failure or intermediate 
central office failure. 


A-5-3.7 Automated voice alarms, by their design, repeat their 
message many times and, therefore, can monopolize an 
inbound line for a considerable time. Therefore, they are not 
permitted to connect with published emergency numbers, 
and their use is not encouraged. Many state and local statutes 
prohibit such connections to designated emergency lines or to 


911. 


A-5-4 A document entitled Planning Guidelines for Universal 
Emergency Number (911) Systems is intended as a guide to assist 
those jurisdictions that are contemplating or that are planning 
911 systems. There are three parts to the document, as follows: 


(1) Feature definitions 
(2) Jurisdiction characteristics 
(3) Feature versus characteristics correlation 

In the feature definition section, all known 911 features are 
described. It should be noted, however, that this is a listing of 
all features and that not all features are technically compatible 
with each other. Furthermore, certain features can only be 
provided if special equipment is available at the central office 
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of the telephone company. The local telephone company 
should be consulted as early as possible when planning a 911 
system. 

The jurisdiction characteristics section considers various 
characteristics of municipalities that can influence the feature 
complement of a 911 system. 

The feature versus characteristics correlation includes a 
graph that relates municipal characteristics to 911 features. 

It should be emphasized that the outline that follows is only 
a planning guideline. Each jurisdiction has a unique set of 
characteristics that should be evaluated and matched to a set 
of 911 features. 


(a) Feature Definitions. Feature definitions are as follows. 


(1) Alternate Routing. Provides routing of 911 calls to a predes- 
ignated PSAP if the primary PSAP is unable to accept the 
call. 

(2) Automatic Location Identification (ALI). Displays the calling 
party’s address and other preselected information at the 
PSAP attendant position. 

(3) Automatic Number Identification (ANI). Displays the calling 
party’s telephone number at the PSAP attendant position. 

(4) Call Detail Recording (CDR). Provides a hard copy printout, 
after every call, of the ANI number, trunk number, and 
answering attendant number, and the time of seizure, 
answer, and disconnect/transfer. 

(5) Called Party Hold. Allows the PSAP attendant to hold the 
established connection to the station from which the 911 
call was originated, regardless of calling party action. 

(6) Default Routing. Provides routing of 911 calls to a desig- 
nated PSAP when the primary PSAP cannot be selectively 
routed. 

(7) Emergency Ringback. Allows the PSAP attendant to ring the 
calling station, regardless of the station switch-hook status. 

(8) Forced Disconnect. Enables the PSAP attendant to termi- 
nate an existing 911 call at any time, regardless of the 
action of the calling party. 

(9) Idle Tone Application. Gives the PSAP attendant an audible 
indication if the 911 caller terminates the call before the 
attendant answers the call or after the attendant answers 
the call. 

(10) Night Service. Routes calls to an alternate PSAP when a 
PSAP closes down for a time. 

(11) Public Safety Answering Point (PSAP). Any facility where 911 
calls are answered, either directly or through rerouting. 

(12) Selective Routing. Routes a 911 call to the correct PSAP 
based on the calling party’s telephone number, regard- 
less of jurisdiction and telephone company central office 
boundary mismatches. 

(13) Switch-Hook Status. Provides a visual, audible, or visual and 
audible indication of whether the originating station on 
an established 911 call is on-hook or off-hook. 

(14) Transfer. Allows an incoming 911 call to be rerouted from 
one PSAP to another. 


There are three generic types of transfer, as follows: 


a. Manual. Voice only is rerouted using a series of opera- 
tions at the attendant console. 

b. Fixed. Voice, ANI, and ALI are rerouted to a specific 
secondary PSAP by pressing a button associated with 
the desired PSAP. 

c. Selective. Voice, ANI, and ALI are rerouted to any num- 
ber of secondary PSAPs, based on the telephone num- 
ber of the calling party, by the operation of a single 
button. 
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(b) Jurisdictional Characteristics. 


(1) Number of 911 Centers. The number of 911 emergency 
reporting centers (or PSAPs) is one of the key factors that 
should be considered in planning a 911 system. If multi- 
ple answering points are located throughout the system 
(jurisdiction), many factors can influence the way in 
which 911 calls are handled. For instance, telephone 
company and jurisdiction boundaries are rarely coinci- 
dent. Therefore, calls are routed to improper answering 
points, and time delays are encountered in handling or 
rerouting the 911 calls. 


On the other hand, having a single answering point 
minimizes the boundary problem. However, other func- 
tions, such as dispatch, become more difficult. 


When planning a 911 system, many factors should be 
considered. The administrative and operational proce- 
dures of the answering bureau and the available 911 sys- 
tem features should be reviewed carefully. 


(2) Force Utilization. Both the number and types of personnel 
that will handle 911 calls should be considered when 
planning a 911 system. For instance, ifa large percentage 
of calls are to be rerouted (i.e., calls are answered by per- 
sonnel who are not affiliated with any particular emer- 
gency agency), then 911 features that provide for the 
expeditious handling of such calls should be considered. 
If the primary objective is to optimize force, then 911 fea- 
tures that minimize the number of misrouted calls 
should be considered. 

(3) Third-Party Call Handling and Conference Calls. The charac- 
teristics of a particular jurisdiction can necessitate the fre- 
quent use of interpreters or subsidiary centers (secondary 
PSAPs). Frequent rerouting and conferencing of 911 calls 
can be necessary under such circumstances. The 911 sys- 
tem features that provide expeditious call handling should 
be considered under such conditions. 

(4) Improper Call Termination by Call Originator. When the call- 
ing party does not hang up after a 911 call, whether delib- 
erately or accidentally, telephone facilities are tied up for 
a time, limiting access to the 911 center by other emer- 
gency callers. Where such circumstances exist, 911 system 
features and quantities of telephone access facilities 
should be reviewed. 

(5) Inadequate or Untimely Location Information. Some jurisdic- 
tions or portions of jurisdictions have a higher incidence 
of calls for which location information is inadequate or 
untimely due to such circumstances as the inability of the 
caller to speak, a caller’s speech or hearing problem, a 
prank call, or a false alarm. Where the frequency of such 
occurrences hampers the effectiveness or affects the costs 
of the municipality emergency services, administrative 
procedures, operational plans, and 911 system features 
should be reviewed. 

(6) Computer-Aided Dispatching (CAD). Many jurisdictions are 
considering or are already employing a CAD system. Sev- 
eral 911 system features complement CAD systems and 
should be very carefully considered when planning a 911 
system with a CAD interface. 

(7) Fire Emergency Call Handling. In most cases, 911 fire calls 
are not routed directly to fire dispatch centers. The first 
response centers are required to reroute the calls to the 
appropriate fire communication center. Therefore, 911 
features that minimize call-handling time (especially 
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rerouting) should be considered when planning a 911 
system. 


(8) Recommended 911 System Feature Groupings. Forced discon- 
nect and transfer should always be provided. Forced dis- 
connect prevents the system from being tied up, and 
transfer ensures the expeditious handling of calls. 


Either ANI or called party hold, idle tone application, 
switch-hook status, and emergency ringback should be 
provided. Such features are referred to as basic calling 
party status identification. 


It should be noted that some features are technically 
incompatible with one another (e.g., ANI, selective rout- 
ing (SR), and ALI are incompatible with switch-hook sta- 
tus, emergency ringback, and called party hold). Also, 
certain features can only be provided if special equip- 
ment is available in the telephone company central 
office. The local telephone company should be consulted 
when planning a 911 system. 


(c) Features to Be Considered for Various Jurisdictional Charac- 
teristics. See Table A-5-4. 


A-5-4.3.2 Two (wired) circuits run in the same conduit, duct 
bank, or trench or on the same pole line will not provide the 
level of safety intended by the Technical Committee on Public 
Emergency Service Communication. 


A-5-4.4.1 It can be necessary to route 911 calls to another 
PSAP either because the communication center is closed or 
because the authority having jurisdiction has decided that 
calls that cannot be handled on existing 911 trunks are to be 
handled by another PSAP. 


Table A-5-4 Force Third Party 


A-5-4.4.2 Overflow occurs when there are more incoming 911 
calls than there are 911 trunks available. Arrangements are to 
be made with the 911 provider to specify the seven-digit num- 
bers to which such calls are to be routed. 


A-5-4.4.4.1 Callers who are not informed by a recorded mes- 
sage that they have reached 911 can assume that their call will 
not be answered. If they hang up and dial 911 again, they 
remove themselves from the queue. Technology is available 
that provides callers with an estimate of the waiting time. How- 
ever, agencies should not make promises to 911 callers regard- 
ing the estimated time to connect a caller with a 
telecommunicator. 


A-6-1.1 Communication centers that dispatch for volunteers 
or paid call personnel have the responsibility of summoning 
such personnel at any hour of the day or night. Personnel can 
be summoned by the use of the telephone or radio, supple- 
menting sirens, or horns that provide an outside alarm. 
Alarms can be telephoned to the central telephone office 
where the telephone telecommunicator can start a siren or 
operate an air horn to indicate that there is an alarm. In areas 
where a communication center is not attended 24 hours a day, 
telephone companies can provide a telephone line that con- 
nects to special telephones that are located in places of busi- 
ness or residences that are selected by the jurisdiction. The 
jurisdiction then arranges to activate the alarms. In emergency 
response agencies that have an emergency response facility 
desk attendant, the telephone central telecommunicator can 
call the ERF, and the attendant can sound the outside alarm 
to call volunteers. If there is a code-sounding siren or air horn, 
coded signals can be sent. Usually a transmitting apparatus is 
used to send out the code. 


Features 


Number 
of 911 Utilization Conference Improper 
Centers Calls Termination Calls 


Character 
Feature 


Location 
Information Dispatch Call 


Computer- 
Aided Fire 


ALI 
CDR 


Calling 
party 
status! 
Alternate 
routing” 


Forced 
disconnect 


Selective 


; xX xX 
routing 


Transfer xX xX xX 


x xX 
xX xX 


Called party hold, emergency ringback, switch-hook status, idle tone application, or ANI. 


*Default routing, night transfer, or alternate routing. 
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If radio equipment is used, a receiver with selective calling 
equipment can be placed in the home of each volunteer or 
call person. Selective signaling is accomplished on a group-call 
principle, allowing the volunteer or call forces to be divided 
into several groups that can be summoned as a whole or as 
individual groups to handle a particular incident. Pagers are 
commonly used for this purpose since they can be carried any- 
where. Pagers can include either a tone alarm, a voice 
receiver, or a digital display. 


A-6-1.1.3 The failure of any one component of the primary 
dispatch circuit should not cause the secondary dispatch cir- 
cuit to fail. 


A-6-1.1.5 To ensure the operational capability of the second- 
ary dispatch circuit, the circuit should be separate and inde- 
pendent of the primary dispatch circuit from the 
communication center to and including the remote ERF or 
junction/relay switching equipment connection ports. The 
separate station control/relay switching equipment connec- 
tion ports can then connect common audio alerting devices 
and auxiliary equipment such as audio amplifiers and loud- 
speakers, ERF response lights, and printer equipment. 


A-6-1.2 Portions of any dispatch system circuit can need a 
metal wire connection, such as a wired cable from a micro- 
phone to the transmitter/receiver equipment of a micro- 
wave/radio dispatch circuit. Such wired circuit connections in 
a portion of a radio or telephone dispatch circuit do not con- 
stitute a wired dispatch circuit. 


A-6-3.1.1 Frequencies, their assignment, and the widths of 
channels are regulated throughout the world. In the United 
States, the Federal Communications Commission (FCC) pro- 
vides this regulation through allocation, licensing, and rules 
for all except federal government allocations. In Canada, the 
comparable regulating agency is Industry Canada. The 
National Telecommunications Information Administration 
(NTIA), under the U.S. Department of Commerce, performs 
functions similar to the FCC, but only for federal agencies. 
Wire line and radio communications are subject to FCC rules 
and regulations, which govern many areas of radio usage 
known as service. Of primary concern to emergency commu- 
nications systems users are the public safety radio services, 
which provide for the use of radio communications systems by 
nonfederal governmental entities. 


A-6-3.1.3 The telecommunicator should be able to hear all 
tactical radio communications. 


A-6-3.3.1 Coded squelch systems can utilize a specific tone or 
digital code, transmitted continuously, simultaneous with the 
desired message traffic. Examples of this are continuous tone 
coded squelch system (CTCSS) and continuous digital coded 
squelch system (DCS). Analog trunked radio systems utilize a 
digital code for system access, specific to that analog trunked 
system, that accomplishes the same goal. 


A-6-3.4.1 A complete overview of trunked system performance 
considerations, design, procurement, and use is contained 
within the documents collectively titled “APCO Project 16.” 


A-6-3.4.1.1 All units turned on and unassigned within the 
radio system coverage area monitor the signaling channel. 
Talkgroup assignments, emergency assignments, individual 
signaling calls, and special signal calls are broadcast to all 
monitoring units on the signaling channel. Requests for ser- 
vice (talkgroup calls, emergency calls, selective alerting, etc.) 


1999 Edition 


from unassigned units are transmitted by the requesting unit, 
as data bursts, to the system on the signaling channel. 


A-6-3.4.1.5 This can prevent a mobile or portable unit that 
continuously transmits, either due to equipment failure or 
operator error, from monopolizing its assigned talkgroup. In 
a trunked system, units attempting to access the system while 
a talkgroup member is transmitting can be denied unless they 
activate the emergency function. 


A-6-3.4.1.8 A system manager terminal will allow the system 
supervisor to assign individual and/or talkgroup priority levels 
to all field units. The signaling language is structured so that 
access to the system will be in accordance with the level of pri- 
ority involved. 


A-6-3.4.1.9 The emergency level of priority is intended for use 
only when immediate communications are necessary to pre- 
serve safety or protect life. 


A-6-3.4.1.10 Trunked radio systems can often be configured 
with many more talkgroups than there are actual voice chan- 
nels available. During a system controller failure, radios will 
devolve to particular repeater channels and operate conven- 
tionally, which can result in overcrowding or “busy” channels. 
The authority having jurisdiction should require emergency 
services units to devolve to channels reserved specifically for 
emergency dispatch. 


A-6-3.4.1.11 Handling requests by units that have been 
involved in recent conversations before processing and assign- 
ing channels to units not involved in any recent conversations 
is intended to keep current conversations from becoming 
fragmented by any delays that might be caused by a new user 
request for a channel. 


A-6-3.4.1.16 This alert should have a different “sound” than 
any other audible alert capable of being generated by the field 
unit. This different sound can enable the end user to deter- 
mine that the unit is out of contact with the system. 


A-6-3.4.1.17 The disabling of a field unit should prevent the 
unit from monitoring any voice communications on any chan- 
nel or talkgroup in the system. A disabled unit should not be 
able to transmit or otherwise join into any voice conversation 
on the system. This disabling function occurs while the field 
unit is on the system anywhere within RF coverage. The system 
should have the capability to automatically search for the unit 
multiple times if so requested by the telecommunicator and to 
indicate when it succeeds in disabling the unit. 


A-6-3.4.1.18 Remote talkgroup assignment is also known as 
dynamic regrouping. The system should include the ability to 
perform this function manually as well as with a stored soft- 
ware plan to allow for the automatic programming of many 
units into predetermined talkgroups. This preprogramming 
allows the saved “plan” to be initiated at any future time by the 
telecommunicator. 


A-6-3.4.1.19 Telephone interconnect, while a point for 
trunked radio systems, represents a significant load on the sys- 
tem because it monopolizes one RF channel of the trunked 
system for the duration of the call. Multiple telephone calls 
can cause two-way voice users to receive “busy” indications 
from the system. 


A-6-3.4.1.24 In the design and operation of a trunked radio 
system, dispatching of alarms must have priority over all other 
communications and is equal in priority to emergency mes- 
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sages from the field. For this reason, when units are dis- 
patched over radio, the necessary priority is so high as to 
require “ruthless preemption,” which is the seizure and reuse 
of channels already in use by other conversations previously 
defined as lower in priority. 


A-6-3.4.1.26 If the simplex frequencies selected for tactical use 
are the same as the output frequencies of any repeaters used by 
the system, a method of positive lockout of automatic system use 
of that frequency that is controlled from the responsible tele- 
communicator workstation should be provided. 


A-6-3.7 Emergency situations that result from large fires, 
transportation accidents, floods, severe storms, and other 
disasters often create a need for a temporary communication 
center to be located close to the scene of the disaster. Such a 
need is filled by a communications vehicle, sometimes called 
a mobile command post. The vehicle, which is a mobile com- 
mand and control headquarters, serves as the hub from which 
the activities necessary to control an emergency situation can 
be directed and coordinated without dependence on the 
department’s fixed communication center. Such activities for 
the control of emergencies include the efforts of local and out- 
side departments and of other public safety organizations, 
such as police departments and emergency management 
agencies, in addition to public utilities. Proximity to the site of 
the disaster provides communications vehicle personnel and 
those in command with immediate access to the latest infor- 
mation in situations where rapid change occurs. In addition, 
the ready availability of communications provides the means 
to call for additional help or to inform other jurisdictions of 
the situation. 

A communications vehicle should carry a variety of equip- 
ment that allows communication with other emergency 
response agencies, public safety organizations, and utilities. 
Other equipment that can increase the flexibility of the system 
includes cellular telephones. Some vehicles can be equipped 
for mobile relay operation that allows them to pick up trans- 
missions of mobile units and to retransmit them to the com- 
munication center at higher power levels or on different 
frequencies. 


The communications vehicle can provide the following: 


(1) Ability to exchange data messages between vehicles and 
communication centers or ERFs 

(2) Improved command and control by television transmis- 
sion of emergency activity to communication centers or 
ERFs 

(3) Facsimile transmission of maps, preplans, and other writ- 
ten data 

(4) Vehicle tracking and geographical locations, which can 
include global positioning systems (GPS) receivers 


A-7-2, The authority having jurisdiction should regularly issue 
a hard copy of on-line dispatch (CAD) information, based on 
the frequency of database updates, that is sufficient to provide 
a manual dispatch backup. 


A-7-8.2.6 To ensure that the audible alarm can be clearly 
heard, it should have a sound level at least 15 dBA above the 
average ambient sound level or at least 5 dBA above the maxi- 


mum sound level having a duration of at least 60 seconds, 
whichever is greater, measured 5 ft (1.5 m) from the RDT. 


Appendix B_ Frequency-Sharing Memorandum 
of Understanding 


This appendix is not a part of the requirements of this NFPA doc- 
ument but is included for informational purposes only. 


B-1 Memorandum of Understanding. The sample Memo- 
randum of Understanding shown in Figure B-1 can be used to 
assist agencies that respond to incidents. It is a formatted 
agreement for the sharing of radio frequencies. 


Figure B-1 Sample Frequency-Sharing Memorandum of 
Understanding. 


Frequency-Sharing Memorandum of Understanding 


This Memorandum of Understanding is between the following partner 
agencies: Department of Forestry; 
Office of Emergency Services; 
City Emergency Response Agency; 
County Emergency Response 


Agency; U.S. Forest Services; (etc.) 


The purpose of this Memorandum of Understanding is to establish 
terms and conditions for use of radio frequencies when partner agencies 
are engaged in a mutual aid effort on incident(s). 


The Reciprocal Fire Protection Act of May 27, 1955 (PL 84-46) authorizes 
the United States government to enter into this Memorandum of 
Understanding. 


The following terms and conditions are agreed to: 
[Insert Terms Here] 


Department of Forestry County Emergency Response Agency 


Date Date 
Office of Emergency Services U.S. Forest Service 


Date Date 


City Emergency Response Agency County Emergency Response Agency 


Date Date 


County Emergency Response Agency County Emergency Response Agency 


Date Date 


The following radio frequencies are licensed by the FCC under call sign 

to the state of , Department 
of Forestry. is licensed to use them in the 
state of ___E and vicinity with the exceptions 
noted. Partner agencies are subject to the same limitations. Partner 
agencies can use these frequencies on Department of Forestry—Partner 
Agency fires only after permission to use is given by the Department 
of Forestry Dispatch and Communication Center responsible for the 
fire. 


Radio Frequency Exceptions 
a a a 

2. 2. 

(etc.) (etc.) 
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Appendix C Guide on Principles and Practices for 
Communications Systems 


This appendix is not a part of the requirements of this NFPA doc- 
ument but is included for informational purposes only. 


Appendix C contains portions of the former NFPA 297, 
Guide on Principles and Practices for Communications Systems. 


C-1 Introduction. This guide deals with systems and their 
components and operations that involve the transfer of 
information over a distance that uses electric or electronic 
means. It is intended to provide general information only. 
More specific technical data should be secured from manu- 
facturers or communications specialists in state, provincial, 
or local governments. 


C-2 Purpose. The need for reliable communications has 
long been recognized in the emergency services. This guide 
focuses on four basic elements in the communications 
requirements for a communications system. Included are 
communications between the public and the emergency 
response agency, communications within the emergency 
response agency under emergency and nonemergency condi- 
tions, communications among emergency response agencies, 
and communications between the emergency response agen- 
cies and other agencies. 


C-3 Basic Concepts. 


C-3.1 System Elements. There are four basic elements in the 
communications requirements of an emergency response 
agency. Each element plays an essential part in enabling the 
emergency response agency to meet its protection responsibil- 
ity. The particular method used should meet the criteria for 
each element to be effective. 


Radios, telephones, and other electronic equipment, oper- 
ating procedures, and personnel training should enable mes- 
sages to be conveyed as quickly and reliably as a situation 
requires. Messages should be sent and received correctly with- 
out delay. Time delay and the number of messages to be han- 
dled are strongly related to proper service. Systems and 
equipment should be provided so that the public can notify 
the emergency response agency of fires or other emergencies. 
Attention should be given to message types, number and 
length of messages, equipment capabilities, radio frequencies, 
and system organization. Effective operating practices should 
be developed and training should be provided to meet the 
needs of each agency. The measure of adequate service is the 
ability of the system to handle emergency situations as well as 
the normal daily activities of the agency. A major conflagra- 
tion, or multiple fires, generates a much greater need for com- 
munications than do normal daily activities. 


C-3.2 Communications Between the Emergency Response 
Agency and Other Agencies. Another function of acommuni- 
cations system is to pass messages between the emergency 
response agency and public safety—oriented agencies, such as 
public works, highway maintenance departments and utilities, 
hospitals and ambulance services, towing and wrecking ser- 
vices, law enforcement agencies, civil defense units, industries, 
media, and weather forecasters. 


Emergency response agencies exchange a large variety of 
information with other agencies. Since many of these agencies 
are equipped with radios, they can assist during major incidents. 
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One of the greatest demands for communications with 
other agencies can occur during major emergencies. The abil- 
ity to meet this demand necessitates planning for message vol- 
umes and for possible language barriers. Communications for 
an emergency response agency should include contingency 
plans for emergency situations. During an emergency, there is 
little time to set up new communications links. The volume of 
messages to be handled is likely to exceed most estimates; 
therefore, plans should include a means for handling the vol- 
ume of message traffic to prevent system breakdown due to 
overloading. Concerned public and media can rapidly over- 
load a telephone system. Other agencies can lack the ability to 
understand the standard language of the ERA radio system. 
Therefore, liaison personnel who are familiar with the radio 
language of the emergency services and the assisting organiza- 
tions are needed to maintain effective communications. Any 
incident management system should include two important 
communications concepts that should improve communica- 
tions effectiveness during major emergencies. The two con- 
cepts are as follows: 


(1) Common terminology. Use of clear text or plain language 
and established standard terms and phrases. 


(2) Integrated incident communications. The best possible use of 
all participating agency radio systems, including fre- 
quency-sharing agreements. 


Appendix D_ Referenced Publications 


D-1 The following documents or portions thereof are refer- 
enced within this standard for informational purposes only 
and are thus not considered part of the requirements of this 
standard unless also listed in Chapter 10. The edition indicat- 
ed here for each reference is the current edition as of the date 
of the NFPA issuance of this standard. 


D-1.1 NFPA Publications. National Fire Protection Associa- 
tion, | Batterymarch Park, P.O. Box 9101, Quincy, MA 02269- 
9101. 


NFPA 70, National Electrical Cod, 1999 edition. 


NFPA 72, National Fire Alarm Cod&, 1999 edition. 


NFPA 1600, Recommended Practice for Disaster Management, 
1995 edition. 


Appendix E Additional Publications 


This appendix is not a part of the requirements of this NFPA doc- 
ument but is included for informational purposes only. 


E-1 APCO Publications. Association of Public-Safety Com- 
munications Officials-International, Inc. 2040 S. Ridgewood 
Avenue, South Daytona, Florida 32119-8437. 


APCO Reference Number-54, “APCO Project 16: The 
Application of the 900 mHz Band to Law Enforcement Com- 
munication.” 


APCO Reference Number-55, “APCO Project 16-A: 900 
mHz Trunked Communications System Functional Require- 
ments Development.” 
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SOEVSHE Oral WO Way VQIDE: Sy ptCIne fie 12 sain XS Opie Prim ary gieientietat adele anice ees iok in een alas 6-1.2.5 
HEE ENO Wy VOICE SUSI ahi a hia dan BEAD ae TEStING Fes theta idea dae eaihaued Senet pale Toon aa Re 8-3 
Bnei LeHMOM Yi pees Ses es SH Sees Sens SS nes AS ne ite Maem OHY Aa cette meee he le te a 1-4 
Ainthorty having jurisdiction (dcfinidon) IAL —_Uisversal emergency number 911 servce........ 548, A542 
‘Automated alarias Class 1 computer-aided dispatch (CAD) ..................... 7-7 
aii ce cholera he Teese dat he Tent cs act he ee ese PET BOR yas hig hii Solio cn 8s Seis ep dice Roly BP Boke bl oe Bole FAY 
Bis anaemia trans tor le seraaarstatee ea al apee SRO Sao Failure detection .......... 0.0 ce cece cece ene 7-7.4 to 7-7.5 
Requirements. ............ 00.0 c eee eee eee eee 7-7.2 to 7-7.6 
B- Class 2 computer-aided dispatch (CAD) ..................... 7-6 
DEGMiOHs ehetty sated Gat Ga AO mee eee eas eetee Sa kemee 7-4.2 
Band (definition) 2,83 seis Gant hed Oe ons Panne om ann eed 1-4 Information transmittal........ 0.00.00. e cee eee eee eee 7-6.11 
Base station (definition)... .......... 0.6... eee cece eee 1-4 Requirements: 22h gets fe ee nee Dee doce hee Ms 7-6.1 to 7-6.2 
Batteries Class 3 computer-aided dispatch (CAD) ...................4. 75 
Chargers: Hoi oc. sat aid woos aie eae sai 6-3.6.7 to 6-3.6.9 THIGH asa Rie eh, oe ee Pi te te, tA ls A) 7.4.3 
Communication centers............ 0.0 eee eee eee eee 2-7.7 Requireinen area d uinhteobhenen ASE ru tasnecid ta 7.5.9 
Testing 06. ett teen eees 8-4.2 Coaxial cable (definition) .............0.c0cceccuceuceucees 1-4 
Baud (definition) .... 6.0.66... eect eee eee 14 Coded signals, transmission rate 
Box circuit (defimition)...... 62.6.0... - 6 eee eee eee eee eee 1-4 Dispatching systems... 0.0.0.0... 00 c cece eee eee eee 6-2.1.3 
Outside audible alerting devices.................-. 6-5.2 to 6-5.3 
-C- Commercial telephone circuits 
Gable inthe eee creat acl Yara omer eenn eet 9.19.5 Emergency response facilities..................00.- 3-1.4, 3-13 
Cables Common battery (definition) .............. 00.0.6. eee eee 1-4 
RGA cet tas dae an erate gee fa an tt ter haa ett one fae 2-13 Communication centers. ............... 00000 e eee Chap. 2, A-2 
DCH AB ia cs Ci ata mates Ate eeu cage aad al meat 1-4 Aerial cables and Wires . 2... 0.066. 2-13 
Loss of pressure warning ..........00000eeeeeeeeeeeees 9.11.2 Alternate facility.......... foie 2-2.3 to 2-2.4, A-2-2.3 to A-2-2.4 
Underground ........00..cc0ccceeeee eee eee eee eeeaeees 9.19 ea ite of communication...... 2-1.2 to 2-1.3, A-2-1.2 to 
GAD 8.05, oi ok givin Mahe Rg has a see Computer-aided dispatching Ab hiske roth Wertonaiel 8s, aete saga eceseeseesc acd 2.6.2 
Call detail recording (CDR) (definition)...................... 1-4 
GEMP. ... 28 23 buss see Comprehensive emergency management plan BAUGH SVE PS a Data ta ase a Rad ch neh a a Ra ae 2-17 
Certification Cables... 11. ieee eect tte t ete 2-11 
Definition . 2... occ ccc ee cc bck bbb eb bee eeeeeenes 1-4 Circuit: CONGUCCOTS? 46 SAG eles ed ea eh a Bae ERS 2-10 
Telecommunicators .........000 0.0 ccc ee cece ee eee ees 4-2.4 Circuit protection .... 6.6... eee eee eee eee 2-16 
Channels Construction 2... 0... 0... cee eee 2-3, 2-6.3 to 2-6.4 
Access time (definition) ... 02.00. ccc cect eee eee tect ees 1-4 DGFT OM ise. gaits leuk & cates, amicarideddectaoanectiaaharectas! Guile: douast qualirancos 1-4 
Data communication (definition) ............. 00.00 e eee 1-4 Fite Proteome sched cadens coseened SA caered Bones Besiad Sco 2-5, A-2-5.5 
RAGIO Shs teers sis aia sive als Os aides guts ater a eV see Radio channel Joint (multijurisdictional) centers ............. A-2-1.2 to A-2-1.3 
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Leads down poles... 1.0.2.0... ccc ccc cece cee neces 2-14 
Wsigh ting 37.25.25) ad a ove dS eet fh PU Boe So tebe 8 hs tee 2-8 
TSOCATIOM Sys, 33, shite Aaacg ht aah IA oa, Mang tea te 2-2, 2-9.1.5 to 2-9.1.6 
PO WET oo cicise 5 oust ii'edav a alec bos hl Se Sen sitll Stes idea: gave Mave de OR 2-7 
Recording equipment «45.02.4605 Gs Sh ae a ie ae eS 4-6 
SOCUM Yo, ee eeE TER ytd eRe hy ORGS Ry aS 2-6 
Telephone receiving equipment ...................0..6-..51 
Underground cables and wires .........0. 06.0 e eee eee 2-12 
Uninterruptible Power Supplies ....................5.04. 2-7.7 
MICH Sess aa Nee ich setae al Not Mcd sedes setae diate eag Sys te 2-4, A-2-4.1.2 
WALI Boa) ha dae aed aa he en al hiacd heeded ose aeh Mites dys 2-9 to 2-11, 2-15 
Communications officers..................00085 4-4.7.1, A-4-4.7.1 
DCEVIONY des oc Sane 4 Gib dre WG dead Peart dee Sah tomnnce Coes taee NGS 1-4 
Communications systems 
Definite ected ale Ot es FG Sad EE ee 1-4 
PAs ia sda es gas nda as Mae 4-4.9, 4-4.11, 5-4.2 
Guide on principles and practices. ...............0004- App. C 
Primary and secondary equipment................3-1.1 to 3-1.3 
Comprehensive emergency management plan (CEMP) 
Alternative facility plan ......... 00.00. 0c eee eee 2-2.4, A-2-2.4 
DEG ONS 5s eave Sie Fe SG Se ace ele as SONG Sa arena ees 1-4 
Engine-driven generator ................0000. 2-7.6.5, A-2-7.6.5 
Computer (definition) ...............0 0.0.00 c eee eee 1-4 
Computer-aided dispatching (CAD) ....... Chap. 7, A-7.2, A-7-8.2.6 
Applications software ........... 00... e eee eee eee ee 7-5.3, 7-6.3 
Backup plan ...............00. 000000, 7-1.2, 7-2, 7-7.4 to 7-7.6 
Glass: I.systémiie juin heh ees Sa he ote sae le eG 7-4.1, 7-7 
Glassi2Systeim..2g iiss udk aes etek ah 7-4.2, 7-6 
Glass:3 System. cet NEVES EONS OR OO 7-4.3, 7-5 
Classification of systems... 1... 6... eee eee 7-4 
Database support ....... 0... eee eee ee 7-5.3, 7-6.3 
DCE OTs yas oo AG aghast 0 Sa Ee eke Hesreo tala se Oe lace etennanee 1-4 
Dispatch capabilities... 0.0.00... 0.0 cee ee eee 7-3 
Display screens/CRT ................0 002s 7-5.4.4, 7-6.8 
Hand wares isis dca} acth nd Pas Sa Ea eels oe 7-5.4, 7-6.4 to 7-6.5 
Information transmittal ............... 0660 e cece eee eee 7-6.11 
Keyboards and pointers ..................000 000. 7-5.4.5, 7-6.9 
PHUTENS 2565.5 aes gee eee asd once asa Rw even phos Dee Mawel 7-3.2, 7-6.10 
Remote data terminals (RDTS) ............ 000 c cee cee 7-8 
SOCUMLY fic dt stwtoaodese das Madd wields ies aes 7-1.3 
Storage network ........... 0000. e ee eee eee eee 7-5.4.2, 7-6.6 
Workstations. iicsiocc cased ake oo ees aha gaan ad 7-5.4.3, 7-6.7 
Construction 
Communication centers. ........ 0.066 e ee eee eee 2-6.3 to 2-6.4 
Emergency response facilities .............0..0 000000000 33 
Control console (definition) .................0. 000 eee eee eee 1-4 
Conventional two-way voice systems ...................000. 6-3.3 
Converter (definition) ............ 0.66. c eee eee eee 1-4 
CRT (definition)... .......0. 6... ees 1-4 
-D- 
Data transmissions using computer-aided dispatch (CAD) ..... 7-4.2 
Definitions}. 533565: 336.4 vets Sacheviels Haseley kee als we ae Bae ee em 1-4, A-1-4 
Design 3.5, i250 20s oP Ea sein GNAOTA yr SeEa ON Ke Tar mer aeons 1-3.3 
Detection: systeiisy/s:95)204 Secon atest saat on Serres hein onan totes 2-5.2 
Digital radio system 
Definition 34 goon ne Movi Mes Ha Oi Ae eA Del aE 1-4 
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Trunked 'syst€mss. ocak hike ode As ee 6-3.4.2 
Two-way voice systems 
Conventional: 3i.3:.05 3 dig Poets We Ba AS Begs 6-3.3.2 
APUNKE 020 6 Racih.feis ns Hsueh op aee e aae eaee So 6-3.4.2 
Direct burial cable .............. 000s 2-12, 2-12.6 
Direct exterior window (definition) ......................04. 1-4 
Directory listing: io pce-s acniahe “eek cae Seika PER ae RR satay Rha 5-2 
Dispatch circuits... 2.0.6.0... 0.0 eee 6-1.1.3, A-6-1.1.3 
DCH ON 8 ois eet 2 sot AGRE 8 tog Sean hw Acar Le Gvsaar mee Saaeh 1-4 
Primary sec Sateen ke Mest Chaat Set he eat as 6-1.1.4 
SECONGALY «fs: aing Hace Rolne, Pda tongs SS Pe pee eine gals 6-1.1.5, A-6-1.1.5 
MOSUNG 308 SecF 3deal erase doaead Pach Later d ectd diene che Mes etd tale ote 8-3 
Dispatchers 25.3 oc Jeoudiag ea heed beer see Telecommunicators 
Dispatching 
Definitions scan anes aedags aah enna eae khaled ee eee koh eon 1-4 
RECOrdiNg- OP oo caucuses aah a a alten s Lantt aS) eer iars Moata's 4-4.5 
Dispatching systems......... 2.0.0.0. cee eee Chap. 6, A-6 
Acknowledging receipt of alarms..................... 6-1.1.11 
Diagnostic softwares... seared toadleguhons oe ghee gong: Sear 6-1.2.5 
Emergency response facilities... ... 0.20... 06.00. c eee eee 3-12 
Radio alerting systems... 2.66... 6. eee eee eee 6-4 
Radio 'systems's-s.254 sci Baten aS Gea Pa na oad dita oa Les 6-3 
REQUIFEMENTSY Arges ale is Bae ce ee BAG tod ele eget adee es 6-1, A-6-1.1 
Transmission of other signals ...............00.000000- 6-1.1.2 
Wired:systemsisi.0.5 otk 6 othe Ae a tees ee Ea 6-2 
Dict Systems 7.2095 338.8 58 Sete ge te et Ny ta PAS 2-12, 2-12.4 
-E- 
Emergency (definition) ............. 0.6.0 c cece 1-4 
Emergency lighting ............. 00... cece eee 2-8.2, 8-3.6 
Emergency response agency (definition)..................... 1-4 
Emergency response facilities................... Chap. 3, A-3-13.3 
GUCUIE PLOLECHON «55.5.4 ca acs d Seale Da eacg ede Malad a dee has 3-10 
Commercial telephone circuits ..............0.00000....31.4 
GOMSULUCHON bos. dds neds Gee Fedde ethan Seeded as. Haaeded caged BS 
Definitions so, be es dos wa aed algntes Seta Vas dha Pelee had 1-4 
Dispatching systems. .... 6.0... ec eee 3-12 
Fir€ protections ws '.els he kG eta ee Ee REE Te EOD 
Taghtin 6%, 2322. esssh ons itele hs Gh Saas oe SI ee ae Shee 3-8 
Operating procedures... 2.6... 6. eee ee 4-4 
POWER 2055 piatendse-slecaen’ds hap de coranty balay oaoes s saoygaeake ee alee oa pinay sea Mesa 3-7 
DECULILY Seana ei tae Veo ba Cae Veoh Sees § 3-6 
Wittlithes:$..00: Gus sere ioto laa eee ee a eee ae Seca ee 3-4 
WAIT Bias 06 baa Rad hte Etoand ase Rue ead penta ae a bomeal webb nrRl Rela ee ome 3-9 
Emergency response personnel 
Alerting systems... 0.0.06... cc cee eee 6-4 to 6-5 
DEFINI HON soi o.5 6s s He RG oti, NIT ae 6 Be EH ie Rea 1-4 
Dispatching systems. ...... 0.6.0... cece eee eee 6-1, A-6-1.1 
Engine-driven generator .....................00-. 2-7.6, A-2-7.6.5 
D€fINIHON § cstcseeida tabi) a ack gant da tag a beie Ane debt gfe. gk ings 1-4 
Enhanced 911 (definition) .................. 0.000 e eee 1-4 
Equipment 
Communication Centers . 6.6... ee eee ee 2-1.2 
Remote data terminals (RDTs)........... 0.000000 eee aee 7-8.2 
BRAY. act? Garctn Mote Rebs Mets see Emergency response agency 
ERB® 3: Jentoigls hem eennte Uemtamante fad see Emergency response facilities 
ERP 2 i: ctevaidty ae Cotte ea at dha dial see Emergency response personnel 
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Communications SYSLEMS fee: hgedia Maleda dm todemalns 4-4.9, 4-4.11 Computer-aided dispatch (CAD) SYSTEM... eee ee eee 7-1.1 
Computer-aided dispatch (CAD) system........ 7-2, 7-74 to 7-7.6 Manials) oi 0e vie tes tha entra ste teed aaa Rae: se 

RECOLS 52.3. 60g shee DRE Ay Skoda RR, Hea Ge RE TERN OER Hoa ae Ru Be ah 9-6 
POWER ioa.ds hace het OR hee Pte ied waded tae eioe aad 2-7.2.1 
Management... ....... 2.0.0.0 c ce eee 1-3.1, 4-1 
Universal emergency number 911 service ................ 5-4.2 Microwave 

Fire protection Carrier channels, monitoring for integrity ................ 6-1.2 
Communication centers... 1.0... eee eee 2-5 DGFT OT Sieh heciedry: ee Reece: Bie hed poe BGT Nees AA dashes we, ee tw BS 1-4 
Emergency response facilities ................0..000000...3-5 Mobile units 

Force third party... 00.0.0... 000 ccccececeeeeeeeees Table A-5-4 Command vehicles ........0..0.. 000 e eee eee 6-3.7, A-6-3.7 

Frequency, radio (definition)...................0.00005 1-4, A-1-4 Demi a ieidaie WGue vin Uva te seen ete Ee 

Frequency-sharing memorandum of understanding. ....... . App. B Radio equipment ............+.-45 see Two-way radio equipment 
S; . : Modem (modulator demodulator unit) (definition)............ 1-4 

ample memorandum .......... 0.66. c eee eee ee Fig. B-1 : 5a 
: i Monitor (definition) ............ 0.0.00 eee 1-4 
Fuel storage and installations.................... 2-7.6.3 to 2-7.6.4 Monitoring for integrity............00.00cecees sues 6-1.2, A-6-1.2 
DEHN ONS 5.34 eg elie rhea aahi a had Mase ds fou a tage ti es eu he oes 1-4 
-G- Motor-generator (definition) ................. 0.0.00. e eee 1-4 
Generator (definition) ................0 0 cece cee 1-4 N 
Grounding... 00.000... c ccc cece nee e eee nes 2-16.4 “> 
Night service, 911 calls ................0 0000. e eee eee D443 
-H- 911 service ............. .5-4; see also Universal emergency number 
911 service 
Heating 2.000.060 see Utilities Alternative routing .................5-4.4, A-5-4.4.1 to A-5-4.4.2 
High band VHF (definition). ..................0 0.0000 cea 1-4 Directory listing... 2-26... 0 ee eee ee eee eee BD 
OVETLLOWS «wis esalaaialiese ales oi saerat ole: UNG at dy ava Se aaa ale eae OE 
Se 
-O- 
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is F Operating procedures ..... 26.0... ces 4-4 
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Tsenirenall oeweiek 46.9 Requirements for written guidelines .................... 4-4.10 
PA pee ay Si ei ee eK ee eae ; Operations ............. 0... cee eee ee 1-3.2, Chap. 4, A-4 
Definition... ese eee ee ne ecewe renee en nnne ene ee nee cans ves Computer-aided dispatch (CAD) ........00.c0ceeeeeeeeues 7-4 

Insulation, of cables and wires................ 000000000 ee 2-11.2 PrOCECAE CRS oe cath eet aS ge pS 8 ee Shes Mae Oo th 4-4 

Integrated incident communications........... 4-4.7.2, A-4-4.7.2(b) REGOLS: Si cricd bes oS NRE ee NCAR a ee 9-3, 9-5 

Inverter (definition) ........ 2.0.2.5... eee eee eee eee 1-4 Remote data terminals (RDTs)..........0.0..000 000 eeu 7-8.2 

Operations room (definition).............. 00. .0 0c cee eee 1-4 
-J- Outside audible alerting devices... ............ 0.06.00 cee euee 6-5 

Jurisdiction (definition) ........... 0.0.06. 1-4 _p- 

-K- PA SOEs rina. csideisanands Ss Bang. OSes dross des Seoens se pa aeneeie eee Maeno 6-4.1.2, 6-4.2 

TOTTI O Dy 5 vs Giadonce evddas Maced veal €SN oud end “eal op bl node es gun eo Rines wRUGOR 1-4 

Keying (definition) ............0 0... 1-4 Plans; records Of ).025.5.s34.0465-08 oc Sale Ra ee wae ee E's 9-2 to 9-3 
Portable radio 

Tt: DG FIATBIOT Sood ogee ood Wn he sdeder ole ie endure, dso decubtelel eodudcbrend: aoduduarela ood 1-4 

Two-way equipment... 6... 6. cee eee 6-3.6 

Labeled (definition) ........... 0.0.0.0... cece eee 1-4 Power sources 

Leads down poles .... 2.2.2.6... 0. e eects 2-14 Communication centers 2.0.0.6. 6 6. eee eee 2-7.1 

Lighting Dehnition:...c. Garhi heen ee eee eee Ree ew AG 1-4 
Communication Centers. ... 6.0... 6c eee 2-8 Power supply 
Pier Ben Cy acs see Sava cea asia ABS Bee ek 9-8.9 Communication Centers .... 0.6... eee eee 2-7 
Emergency response facilities .... 0.0.0.0... 0c eee ee eee 38 Definition... 5-6 see sveree cree eer erere tere rr eterceeees 14 

: : Emergency response facilities... ............ 0.00 c cece 3-7 

Lightning : 

an Paes coats habe wads eee ee be ES 2724 
Communication centers... 2.6... ee ee ee 2-16.2 es , ‘ 

Stee! Monitoring for integrity ....... 2.0.6... ce eee eee eee eee 6-1.2.2 

Emergency response facilities ............. 00. 000000006. 311 OA ibedes Pas ah dea dae betaeatucaahotoeecaeanes 8-3.4, 8-4 

Listed (definition). ......- 0... 11st eee e eee eres 1-4, A-1-4 Power supply, uninterruptible (UPS) 

Logging voice recorder.................. 000-0 e sees eee 46.1 Communication centers ......... 000. eee eee 2-7.7 
DCP TITY 6 sree Vib pce te Fe Rai Ne EEG RREGOP we 1-4 TER ak OP nek ane ae nate ans ae econ ore ake! 1-4 

Low band VHF (definition) .............. 0.000000. cee eee ee 1-4 POSUMNG eat. chat os Ai tkea tte el a ne REA thes abana eal Aeackes 8-3.7 
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Propagation (electromagnetic) (definition) ................... 1-4 

PSAP eeiicea ta ietaal sacwa atin veh see Public safety answering point (PSAP) 

Public reporting system ....................... 6-2.1.9 to 6-2.1.11 
Defi HON aie Hives oa Fae YAP aas Fenda HONS Faas 1-4 
Type A (definition). .... 6.0.0... cece cence ee 1-4 
ETO Bike isd. te otjeles ieoesyre tle eaee nde aes tear th, oly oaang, Made haecarte, aay dees 6-2.1.11 

Definitlonns? os. h opi meals ohisenis sis big ds and ee ehine 1-4 

Public safety agency/organization . . . see Emergency response agency 

Public safety answering point (PSAP) (definition).............. 1-4 

Purpose of standard... ... 2.0... 66.6 ee 1-2 

-R- 

Radio alerting systems ...... 2.0... 06.0 c cece cee 6-4 
ALE tin & POC CIVENS 2. 3, a a sinie waoras teas, dacs eth Weta eos, wasth ares, Maes 6-4.3 
Radio paging systems and pagers .............00.0000 00s 6-4.2 

Radio channels (definition) .....................000005 1-4, A-1-4 

Radio circuits 
DEfinitlon: 23,0 crete els Reta ee ak els ie eee A ek WE ARs 1-4 
RECOLAS soe -5 kerala a GG, Re S iONG, G his UNG aS 9-2.2 

Radio dispatching systems ...... 1.2.6.0... 0. c cece cece eee 6-3 
Digital trinkedis 2 feces scat as hee gees ot gad he ge ee nes 6-3.4.2 
Monitoring for integrity..................0005. 6-1.2.1, 6-1.2.6 
Outside audible alerting devices..............0 6.0 e eee 6-5 
Signaling and control systems .............0. 0000 e eee eee 6-3.2 
Two-way 

Mobile equipMent..... 5 shor 45 ohare Pde tale Hh aralyhae toes 6-3.5 
Portable radio equipment... ......... 6.0.0.0 e eee eee 6-3.6 
Voice systems, conventional. ............... 0.00 e eee 6-3.3 

Radio frequency .................0 000000065 see Frequency, radio 

Radio paging systems .... 1.0... 26. nes 6-4.2 

Recording 
ALAIN S:. hbys, ced ens HOTS ewe LS WTS ote e TEE oS 46.3 
Cals arg at sie ce cee teaieanenspatoenegegd o Yehupa ta pougene abreageemaaigenies cues OPO 
DIS PACs ec dis tese spore Sb dewegons.o bitesagen see Sahne, Mile Seaway cee  akea res 4-4.5 
Fquipments sorts poh.545 Mee as eee he ada eed the ot 46 

Record$ 2.6 echoes tb eee ho BEES Oe 7-5.1.4 to 7-5.1.5, Chap. 9 
ACCEPlANce testing Foi Ses a ae a ae a On en ee 9-3 
Computer-aided dispatch (CAD) system ........... 7-5.4.2, 7-6.6 
Of installations %sctiewte tele whee ees ele Bs A ee Nels PONE 9-2 
Maintenanee oss stent ae ose ties uewA ee wales Wye A Weare 9-6 
Operations: feels seh Ne Wow yi Were 9-5 
RetenON 44 siete ie AO ah BEES hth Bu ne deka ta 9-7 
MPVAININ Gs oes ce tes eco See ht ee dtu s tt ode Ad dl ha 9-4 

Rectifiers (definition). .............0.. 000 c eee eee 1-4 

Referenced publications ...................... Chap. 10, App. D 

Remote data terminals (RDTs) ........... 0.000000 eee cece 7-8 
Acknowledging receipt of alarm .................00205- 7-8.1.5 
Display screen sss cso esac yet ite ees Moet auteur 7-8.4 
Equipmeént.2d0364 (4554. Mawiedss eet ahs adie 7-8.2 
Keyboardtcdd vite diode odin Med nidadde ose aed 7-8.3 
OperatOn sai hao Wiad et aewldh oie yo wey elhs ne ed ely 7-8.2 

Repairs sis 2c 2a hot ah eens Pei ar eel ahad Paar ee la aNs 8-1.3 

Repeater (definition) .... 20.0.0... eee 1-4 

Requirements 50.235 6.55555 05 o i ot tea SO hig Sa PA ES A 1-3 

Response time....................005. 4-3.1 to 4-3.2, 44.11, 5-3.6 

-S- 
Scope of standard, 055. oo 3-0 MESA OO Oa MOS OO 1-1 
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Security 
Communication Centers... 6... ees 2-6 
Computer-aided dispatch (CAD) ............ 0.000000 000 7-1.3 
Emergency response facilities............6. 000. e eee ee eee 3-6 
Security vestibule (definition)..........................005. 1-4 
SEPSS........: see Stored emergency power supply systems (SEPSS) 
Shall (definition) .. 0.0.0.0... 0.0.6. coe eee ee 1-4 
Should (definition) ............... 0... c cece 1-4 
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